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INTRODUCTORY. 
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THE present treatise is the outcome of an investigation made a number of years ago, before the principles 
of the armature winding of multipolar commutating dynamos were generally understood by electricians. At 
that time it appeared that the demand for dynamos of greater current output could only be met satisfactorily 
by dynainos of the multipolar type, since with bipolars beyond a certain output the number of commutator 
segments compatible with freedom from sparking was found to be incompatible with the maximum armature 
reaction which experience has shown to be permissible. After some study it was concluded the only feature of 
the multipolar dynamo requiring special study was that of the armature windings. 

A considerable number of diagrams were prepared and classified; the advantages and disadvantages of 
each, and the comparative fitness of these windings for different purposes, noted. Inasmuch as it was found 
convenient to refer to this data frequently, and on account of the comparative inaccessibility of such 
information when in the form of notes, we decided that it would be a great convenience to electricians 
generally if our notes were published in book form. We therefore proceeded to do this; but owing to the 
intervention of certain circumstances contingent to our position in an industrial concern, it became necessary 
to lay aside this work until those competent to judge of its nature should feel able to permit us to proceed as we 
had wished. The delay has not been disadvautageous, since in the meantime we have not laid the work aside; 
on the contrary, we have made a study of the properties of a number of the more important windings, so that 
the original manuscript has been largely added to. 

In the section on continuous-current armature windings our endeavor has been to include only those 
windings that possess some practical merit, and we have frequently pointed out the advantages and disad- 
vantages peculiar to certain classes of windings. The thought will probably occur to the reader, which one of 
these windings should be selected for a given voltage after the number of poles and the magnitude of the 
magnetic flux at the poles have been assigned a proper value. We cannot point out the fitness of each winding 
for a given purpose, since this is more or less dependent upon the magnetic characteristics peculiar to any 
particular design. Thus in some machines of particularly good characteristics two-circnit windings have been 
used in the generation of comparatively lange currents with some success, when had the magnetic charac- 
teristics of the dynamos been ordinarily good, the use of the two-cireuit winding would have been attended 


with results entirely unsatisfactory. 
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In general, we may state, the type of winding should be determined with reference to the magnitude of the 
current to be generated. Any deviation from a perfectly symmetrical arrangement of the armature conductors 
should be inversely proportional to the magnitude of the currents to be generated. When the currents to be 
generated are large, the coils should be similarly situated with respect to each other, and should all have the 
same resistance and inductance. It has been frequently found that when the conductors are dissimilarly 
situated with respect to each other or to any other body that can affect the armature conductors inductively, 
the wearing away of the commutator is uneven, the trouble increasing more and more as the currents in the 
conductors are increased, or the resistance of the collecting brushes diminished. Especially in armatures in 
which there are more than two coils in a slot this uneven wearing away of the commutator has been noticed. 
In this case the coils are of slightly unequal area, due to the progression of the winding from slot to slot. 

In gramme windings the lack of symmetry may be due to some of the coils being longer than the others, 
or carried near the spider arms. 

It may, therefore, be stated generally that when a given result has to be obtained withont experimenting, 
such windings as these are to be avoided when the currents in the conductors have to be of any considerable 
magnitude. 

The utility of the double, triple, and quadruple windings shown and described depends very largely upon 
the maximum are upon the commutator over which uniform contact resistance can be obtained. With the 
thickness of segments now common in practice, only double and triple windings appear to be of practical value, 
since, in general, brushes cannot be relied upon to maintain a uniform contact over an are of much more than 
three-quarters of an inch in width. When the width of the brush has to exceed this amount, it is found that it 
bridges imperfectly from commutator bar to commutator bar in the same winding, thereby causing sparking. 

A feature peculiar to these windings, as well as to some of the two-cirenit single windings, is that the 
voltage between adjacent commutator sections is affected by the angular distance between the different sets of 
collecting brushes. With some of these windings the voltage between adjacent commutator sections varies 
simply according to the field strength when the angle between the different sets of brushes corresponds to the 
angle between the centers of the poles. In other windings the voltage between adjacent commutator sections 
varies by jumps, but may be made to vary according to the field strength by slightly varying the position of 
some one set of brushes with respect to the other sets, This feature of the different windings is a subject for 
special investigation, and is of more or less importance, according to the nature of the winding and the average 
voltage between commutator bars, 

We have frequently made mention of the number of slots. With respect to slotted armatures in general, 
it is to be remembered that an additional condition to that for smooth-core armatures has to be fulfilled; ze. the 
total number of the conductors to suit the equations for re-entraney has to be divisible by the number of 
conductors possible to place in a slot, this number being dependent upon the number of poles. The number of 
conductors permissible per slot for two-circuit windings for different numbers of poles is shown in a table. 

We have omitted any reference to mechanical details of construction of armature windings, since these 
permit of great variety, without in any way modifying the results. Further, they are a part of the stock in 
trade of the electrical manufacturer. 

The drum windings considered are principally those in which the end connections are interchangeable, and 


INTRODUCTORY. xv 


are in the form of evolutes, as in the Kickemeyer and Hopkinson windings, description of which will be found 
in Weymouth's * Drum Armatures and Commutators ” (The Electrician” Printing and Publishing Company, 
London, 1893). In general, such windings possess the advantages that all coils are of equal inductance and 
resistance, are equally accessible, have equal radiating surfaces, and are most easily repaired. When a coil 
consists of @ number of conductors, bound together so as to be considered a single unit mechanically, it is so 
considered in the text, and in the formule for the arrangement of conductors. 

These windings appear to have been invented by Bollmann, Desvoziers, Fritsche, Pischon, Eickemeyer, 
and others; but inasmuch as it is a disputed question as to which of these inventors has the right to claim 
priority, and as there may be more or less litigation before the question is settled, we have considered it best to 
omit all discussion as to who may have invented any of the windings. Where with a winding is given the 
name of a supposed inventor, it is simply because that winding has been known under that name, and not 
because the writers possess any special evidence to show by whom the winding was invented, After the 
possibility of litigation has ceased we hope to do justice to all inventors concerned, giving to cach his proper 
proportion of credit for the work he has done. 

We believe that the tables-on drum windings are a feature that should meet with especial favor, since 
after the number of conductors required for a given type of winding has been determined, the proper pitches 
for any style of winding can be found in the tables. Further, by referring opposite to this number of con- 
ductors in the different tables it may be ascertained at a glance whether, by slightly changing the end 
connections, the winding may be adapted to some other voltage. Such features, peculiar to certain numbers of 
conductors, ave frequently in practice of the greatest importance. As a practical example take the following 
case: In a six-pole machine with 104 armature conductors, the winding may be connected for a two-cireuit 
single winding by making the pitch 17 on each end, or for a two-circuit, doubly re-entrant double winding, by 
making the pitch 17 on one end and 19 on the other; this second arrangement being suitable for the same watt 
output as the first, at one-half the voltage. 

Jn the section on alternate-current armature windings are included a number of windings that have now 
only a limited application in practice, as it is thought that, on account of the very limited literature on this 
subject, a description of all windings of any practical use will be appreciated. 

With respect to the work in general, we should be glad to receive the suggestions and criticisms of all who 
are interested in this subject. 

The following articles on armature windings have been consulted in the preparation of this book, and are 
mentioned here for reference : — 


Arxo.p— Die Ankerwicklungen der Gleichstrom-Dynamomaschinen. Berlin, 1891. 
Fritscurt — Die Gleichstrom-Dynamomaschine. Berlin, 1589. 

Karp— Practical Electrical Engineering, Vol. IT, p. 43. London, 1593. 

KittLen — Tandbuch der Elektrotechnik, Vol. I. Stuttgart, 1892. 


Recuniewskt — L'Electricien, Vol. V. Jan. 14, 1803 et seq. AEB RAS 
Tuomrsox — Dynamo-Electric Machinery. London, 1892. “7 OF Tim *y 
Wrrysoutn — The Electrician, Vol. AX Nov. 7 to Dec. 19, 1890. | t IVERS] T ¥ 
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CHAPTER LI. 
SINGLE-WOUND GRAMME RINGS. 


THESE are the simplest windings in use, and will require only a very few diagrams and explanations. Many 
complex connections have been proposed, but only such forms will be discussed as ave of general practical use. 

The plain gramme ring, with a single winding, is shown in Figs. 1 and 2, from which it may be seen that 
the construction, as far as concerns location of coils, connectors, and commutator segments, is independent of 
the number of poles. The number of coils should be a multiple of the number of poles in order to maintain 


: t% 
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Fig. I Fig.2 
FOUR-CIRCUIT, SINGLE-WINDING. TWO-CIRCUIT, SINGLE-WINDING, 


symmetry among all the branches from brush to brush. The number of commutator segments is equal to the 
number of coils, It is desirable to minimize the turns per coil, and consequently the inductance of the short- 
jcireuited elements, by as large a number of segments as practicable. 

A further discussion of these two diagrams would be superfluons, beyond ealling attention to the progressive 
nature of the rise of potential around the ring, whereby the contiguous wires have only the small difference 
of potential of one turn, making the question of insulation very simple. 

3 


ARMATURE WINDINGS OF ELECTRIC MACHINES. 


In cases where it is desirable to use but two brushes in 
multipolar rings with more than two circuits, the method of 
cross-connecting, shown in Fig, 8, may be used. The num- 
ber of commutator segments remains equal to the number of 
coils. An inspection of the diagram will show that it really 
consists in connecting in parallel those coils occupying cor- 
responding positions in the various fields. 

It would seldom be desirable to utilize this method of 
connection, except in very small machines, as the use of only 
one pair of sets of brushes would necessitate lengthening the 
commutator in order to retain the proper extent of brush 
contact surfaces. | 
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Fig. 
FOUR CIRCUIT SINGLE WINDING 
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SINGLE-WOUND GRAMME RINGS. 


Figure 4 differs from) Fig. 3 only in the use of two cross- 
connecting leads instead of one. This diagram would some- 
times be of advantage, inasmuch as it utilizes the available 
space more completely and symmetrically. Each cross- 
connecting conductor could be of smaller cross-section than 
if only one were used. 

Both this and the preceding method bave the disadvantage 
that the two parallel sections have unequal resistance, due to 
one section having the long cross-connecting leads in series 
with it, and the other merely the regular short leads to the 
commutator. 


Failure to give due attention to this point often causes 
serious trouble. 


ARMATURE WINDINGS OF ELECTRIC MACHINES, 


Figure 5 gives a winding which is wrong, but which has 
been given in the treatises of many of the specialists on 
windings, none of whom, except Herr Arnold, criticise it. 

The fault is that the positions of the coils bear such a 
relation to the positions of their respective commutator seg- 
ments, that during each revolution of the armature the 
position given in the figure is the only one in which the 
brushes are properly placed with regard to the diameter of 
commutation. In order that the brushes should always be in 
& position to properly perform their commutative function, 
they would have to be revolved in a direction opposite to 
that of the armature, and with a velocity equal to it. 

The characteristic of the winding is that it brings together 
into one segment each pair of cross-connected segments of 
the previous diagram. As above stated, however, this dia- 
gram is worthless, except to call attention to its character, so 
that the text-books in which it is described shall not be mis- 
leading. 

See Arnxnotp—Die Ankerwicklungen der Gleichstrom-Dynamoma- 
schinen, Fig. 42. 

Kittter — Handbuch der Elektrotechnik, 1892, Fig. 401 C. 

Fritscue — Die Gleichstrom-Dynamomasehinen, Fig 44. 





FOUR CIRCUIT SINGLE WINDING. 
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SINGLE-WOUND GHAMME KINGS. 


In Fig. 6 the number of commutator segments is made 
equal to half the number of coils by connecting two coils in 
series between each pair of adjacent segments. The coils so 
connected in series are situated in adjoining fields of opposite 
polarity. This winding has the disadvantage that coils at 
quite different potentials are adjacent, as may be seen by fol- 
lowing through the various armature circuits from brush to 
brush. This increases the difficulty of insulating. The volts 
per bar also, for the same number of conductors per coil, are 
twice as high as in the simple gramme ring. If it is necessary, 
for any reason, to halve the number of bars, it would be pref- 
erable to combine two adjacent coils into one, and retain the 
advantages of the simple gramme ring connection. 

But in cases where the shape of the frame necessitates 
somewhat unequal magnetic circuits, this connection averages 
up the unequal induction in the varions coils, and therefore 
tends to diminish the sparking which might, with a simple 
gramme ring in such an unbalanced magnetic system, be 
considerable. 

If s=number of coils, and n=number of poles, then any 


coil is connected across to one (‘+1) in advance of it, and 
i 


the two free ends of this pair of coils are connected to 
adjacent cominutator segments. 


ARMATURE WINDINGS OF ELECTRIC MACHINES. 


Figure 7 is merely a step in advance of Fig. 6, and the 
advantages and disadvantages pointed out in the discussion 
of Fig. 6 apply in still greater degree to Fig. 7. 

It will be seen that the number of commutator segments 
is reduced to one-fourth of the number of coils by the con- 
necting in series of four coils, one in each field, between two 
adjacent segments of the commutator. 

As in the previous figure, the rule for connecting the 


coils is to connect each coil to one (: + 1) in advance. 
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SINGLE-WOUND GRAMME RINGS. 


Figure 8 represents a winding in which the coils of one cirenit, from ' 


brush to brush, instead of being adjacent to each other, are situated in 
different fields. For instance, the circuits through the armature in the 
position shown are, — 


{3% is 
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It is important to note that when the armature has entered the posi- 
tion in which four coils are short-circuited, the short-circniting of any coil 
occurs, not at any one brush, but through the pair of brushes of like polarity. 
This would enable sparking to be diminished by connecting the two positive 
brushes together through a suitable resistance (ohmic or inductive), and lead- 
ing off to the load from the middle point of this resistance. The magnitude 
of the resistance, if ohmic, would be limited only by the permissible loss 
therein. High resistance leads to the commutator, and high-resistance 
brushes have been used with considerable success; but in both of these 


cases heat has to be developed in undesirable localities. But in the above 


method of connection, the insertion of this resistance externally to the 
brushes will not inerease the heating of the machine. This resistance is also 
so located that it could be adjusted in experimental work, and the differ- 
ence in sparking noted by having a short-cireuiting switch shunted around 
the resistance. 

Another advantage of this winding is that pointed out in the remarks on 
Fig. 6, that iu cases where the shape of the frame necessitates somewhat 
unequal magnetic cirenits, this connection will average up the unequal 
induction in the various coils, and thereby diminish the sparking that 
would otherwise occur. 


CHAPTER IL. 
DOUBLE-WOUND GRAMME RINGS. 


FIGURE 9 and the immediately following diagrams relate to a class of very great importanee, which 
are known as double, triple, quadruple, ete., windings. 

Very satisfactory results have been attained by the use of windings of this class. The most important 
advantage of the double winding is that the current is commutated at two different parts of the bearing 
surface of the brush; each independent volume of current being, therefore, only one-half of what it would 
be for a single winding. The importance of this feature has in practice been found to he very great. 

Another important feature of this winding is that the successive commutator bars of one winding are 
not adjacent to each other, but alternate with the bars of the other winding; the two windings being put 
in parallel by the nse of wide brushes. The result is that a section is very unlikely to be short-circuited 
by dirt or an are. It also makes a very flexible winding, owing to the readiness with which any number 
of parallels may be arranged. ‘Thus, in a six-pole field, we may have four, six, eight, ete., parallels. 

It is necessary for a double winding that the brush shonld bear over a surface greater than the width 
of one segment (plus insulation); for a triple winding, greater than the width of two segments, etc. 

In Fig. 9, which represents a two-circuit, doubly re-entrant, double-wound, simple gramme ring, the 
circuits through the armature are, — 
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After the armature has revolved throngh | 9g coils 3 and 8 will be short-cireuited, and the 
circuits through the armature will become, — 
nS. 1 2 
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Thus it will be seen that there will be a lack of balance between the two windings. First they will 
be of equal length; after 9° revolution, one will have one less section in series between the brushes; 
9° later they will be equal again; and after still another 9° the other winding will have the smaller 
number of turns, This lack of symmetry will be less apparent as the number of sections is increased, — 
and becomes of very little importance with the large numbers of conductors employed in practical work. 
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FOUR CIRCUIT DOUBLE WINDING. 
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Figure 10 shows a similar winding in a four-pole field. 
The cireuit through the armature in the position shown is, — 
- (18 7 2 2», # 
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After turning through ae 5 = 4.5", coils 15', 20' 5', and 


10' will be short-circuited, and the circuits through the arma- 
ture will be, — 
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Here can be seen again the lack of symmetry noted in re- 
marks on Fig. 9. 
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A very useful winding is that shown in Fig. 11. It, also, is a four-cirenit double winding. It is one 
of a class with very interesting properties, It differs from the double winding shown in Fig, 10, in that 
the two windings are components of one re-entrant system, Any one section is no longer exclusively an 
element of one of two windings, but changes from one winding.to the other four times per revolution, 
being short-circuited at the neutral poiut for a brief period at the oceurrence of each of these transfers. 
These features are secured by adding one section to the doubly re-entrant double winding shown in Fig. 
1, and, as in that figure, making the connections, not between adjacent sections, but always by passing 
over one section. The number of sections being odd, it will be seen that after having progressed twice 
around the ring, all seetions will have been passed through, and the winding will have arrived at the 
other terminal of the section from which it started. 

Triple, quadruple, and higher orders of windings may be treated analogously. 

The cireuits through the armature in the position shown in Fig. 11 are,— 
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Coil 10 is, at this instant, short-cirenited. An instant later coil 10 becomes active, and coil 2 becomes 
short-circuited. ‘The cireuits through the armature then become, — 
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The order in which the various coils will be short-circuited is 10, 2, 15, 7, 20, 12, 4, 17, ete., so 


that the 21 coils will each have been short-circuited once when the armature shall have revolved through 
460° ; 





j 90°. Therefore the angular interval between corresponding positions of two suecessive short 
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' Such windings will be designated as singly reentrant, to distinguish them from others, such as those of Figs. 9 and 
10, which are doubly reentrant. 
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ARMATUKE WINDINGS OF ELECTRIC MACHINES. 


All of the windings so far described have as many eir- 
cuits through the armature as there are pole pieces, and 
form a class by themselves known as multiple-cireuit wind- 
ings. Four-pole fields have usually been considered, but 
the modifieations of the diagrams and text to apply them 
to larger numbers of poles, are obvious. 

In general, the number of sets of brushes equals the 
number of poles and the number of circuits through the 
armature. Different numbers of segments and brushes are 
due to modifications, and do not affect the underlying 
character of the windings as a class. Some of these 
modifieations have been described. Others can be worked 
out as the occasion requires. 

Too much importance cannot be attached to the general 
rule that interpolations and eross-connections are almost 
always very undesirable. 
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CHAPTER III. 
TWO-CIRCUIT, SINGLE-WOUND, MULTIPOLAR RINGS. 


THe next windings to be considered form a class which, independently of the number of ‘poles, a4 
only two circuits through the armature. These are known as two-cireuit windings. Such windings possess 


the practical advantage that the number of conductors, as compared with multiple-circuit windings, is only 5 
as great, hence the space required for insulation is only = as great as with the multiple-cireuit windings, in | 


consequence of which the diameter of the armature, or the depth of space occupied by the armature 
conductors, may be less than with the multiple-cireuit windings, thereby diminishing the eost of material. 

Further, on account of the lesser number of conductors, the cost of the labor of winding is corre- | 
spondingly diminished. 

In practice, the two-circuit gramme windings have been applied only to armatures of small output, 
under which condition lack of symmetry of the armature coils with respect to the points of commutation | 
is not particularly objectionable. Only two sets of collecting brushes are necessary for the collection of | 
current; in practice generally but two sets have been used. | 

In the “short-connection”! type of two-circuit gramme windings, the circuits from brush to brush | 
consist of conductors influenced by all the poles, so that the electromotive forces generated in the two 
cireuits are necessarily equal, a feature that may prove advantageous when the depth of air-gap is so | 
sinall that any slight eccentricity of the armature affects the magnetic flux at the different poles. 

In the “long-connection” type of two-eircuit gramme winding, the two circuits from brush to brush 
consist of couductors influenced by only one-half of the poles, so that the electromotive forces generated 
in the two cireuits are unequal, unless the sum of the lines at the poles of the same sign is equal to the 
sum of the lines at the poles of the opposite sign. In magnetic circuits of ordinarily good design this 
condition is fulfilled even though the fluxes at the different poles are unequal. So the winding is prac- 
tieally as good as the “short-connection” winding, and possesses certain other advantages stated in the 
text, that make its use preferable. 

For armatures the outputs of which are so great that several sets of collecting brushes are required, 
these windings possess the same disadvantages as two-circuit drum windings, a discussion of which is to 
be found under that caption. 


1 Called “short-connection” type because coils in adjacent fields are connected together. This distinguishes it from the 
“long-connection" type, in which coils twice as far apart are connected together. 
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Figure 12 represents one of the most practicable two-cireuit windings for multipolar-ring armatures. 
It may be designated as the long-connection type of the two-cireuit gramme winding, and one of its chief 
advantages is, that no great differences of potential exist between adjacent coils. 

In the figure is shown the case of a four-pole, two-circuit, single-wound, long-connection ring armature. 
In the position chosen, the circuits through the armature are, — 


11 4125186 1 
#9 18 1 7 — 


Coils 3 and 10, in series, are at this instant short-circuited by the negative brush. A little later, coils 
7 and 16 will be short-circuited by the positive brush. When this occurs, the negative brush will bear upon 
the middle of a segment. 

The number of commutator segments is equal to the number of coils, and must be odd for armatures with 
an even number of pairs of poles; but may be odd or even for armatures with an odd number of pairs of poles. 
The relation that must subsist in two-cireuit, multipolarring, long-connection windings, between the number 
of eoils (#) and the number of poles (x), is, — 


~~ so 


s=Sy +l, 


where y= pitch. (The pitch is the number of coils to be advanced through in arranging the end connections. 
In the diagram, for instance, the pitch y = 7, and the end of coil 1 is joined to the beginning of coil 1+7 = 
8; the end of 8 to the beginning of 8+ 7= 15; the end of 15 to the beginning of 15 + 7 = 22 (or 7), ete.) 
Mr. Gisbert Kapp has prepared the following table for two-circuit, multipolar-ring, long-connection windings 
by substituting numerical values for n in the above formula : — 


Two-Circuit, Muitrrocan-Rine, Long-Connection WinpiNas. 


MACHINE 1A8 
i poles OGpoles 8 poles 10 poles 12 poles 14 poles 
The number of coils must be equaltao = 2y+41 oyt1 4y+1 Syt1 byt 1 Ty+1 


For two-circuit, multipolarring machines with long-connection windings, y, the pitch, may be any integer. 
(Note that these conditions do not hold for drum windings.) 

Mr. Kapp has also prepared the following table, showing the practicable choice of angular distances 
between brushes in these two-circuit, multipolar windings : — 


Noumper or Pores. AncuLarR Distance setween Bresnes, 
2 180 
4 HW) 
6 GO 180 
s 45 135 
10 30 108 180) 
12 ov) i) 150 
14 2n.7 i7 128 180 
16 22.0 O7.6 112 158 
18° 3). G0 1) 140 180 
20) ig 54 OW 126 162 


The smaller possible angles, namely, 20° for 18 poles, and 18° for 20 poles, are in practice too small to be 
admissible, and are, therefore, not given in the table. 





Fig. 12 
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Fig. 13 
TWO CIRCUIT, SINGLE WINDING. 
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TWO-CIRCUIT, SINGLE-WOUND, MULTIPOLAR RINGS. 
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Figure 13 represents a two-circuit, single-wound, long- 
connection, ten-pole ring armature. Substituting in the 
formula for the number of coils 


n 


the pitch, y= 10, and the number of poles, n = 10, gives s = 
1 + 1041=51 or 49. 51 coils are taken in this case. The 
end of eoil 1 is joined to the beginning of coil 1+10=11; 
the end of 11 to the beginning of 21, ete. 

The brashes are shown 180° apart, and at the position 
given the uegative brush short-cirenits the coils 9,19, 29, 59, 
and 49. The circuits through the armature are, — 


§-18-28-39-A8— 1-17-2737 AT-6-16-26-30-46 51525-3545 14-24 | 
5-40—30)-20-10-h1-—41--31 21-11 -1 42-32-29-12-9-43-93-93-13-3-44-34 | 


This diagram and table show very clearly that with an 
odd number of pairs of poles and an odd nuinber of coils, an 
odd number of coils are short-circuited at one time, so that, 
as the total number of coils is odd, an even number is left 
to be divided between the two armature circuits, which are, 
therefore, equal. Referring back to Fig. 12, it will be seen 
that in the case of an even number of pairs of poles, an even 
number of coils are short-cireuited, and as the total number 
of eoils is necessarily odd, an odd namber remains to be 
divided between the two armature circuits, 50 that these are 
necessarily unequal. 
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If, however, in Fig. 13 the brushes ars put 108° apart 
instead of 180°, coil 24 would be taken from the cir- 
cuit given in the upper line of numbers and put in the 
other circuit. There would then be 24 coils in one circuit, 
and 22 in the other, iustead of 28 in both. With the large 
number of coils used in practice, however, these slight in- 
equalities cause no trouble. 

If y were chosen odd, 9 for instanee, s would equal 46 


or 44. 


yw 10 
Sms yti=; . 


9+ 1=46 or 44. 


This is in aceordance with the observation made above, 
that in the case of an odd number of pairs of poles the 
number of coils may be even. The diagram for this ease 
is given in Fig. 14, where s=46,n=10, y=9. In the posi- 
tion shown, coils 8, 17, 26, 35, and 44 are short-cirenited 
by the negative brush, and coils 31, 40, 3, 12, and 21 by the 
positive brush. The circuits through the armature are,— 


{ 716-25-H5- 6-1-3 42-5 14-23-32 AL 4-15-22 ) 
| 45-36-27-18- 946-37-28-19-10-1-38-29-20-11-2-39-30 | 


giving, as in Fig. 13, two equal paths through the arma- 
ture. 
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TWO CIRCUIT, SINGLE WINDING. 





Fig. 15 
TWO CIRCUIT, SINGLE WINDING, 
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Jn Fig. 15 is given a winding that has been used in L- 
practice with considerable success, owing partly, to the 
extreme regularity of all connections, and still more to the 
fact that it involves the use of twice as many commutator 
segments as coils. Only one coil in series is short-circuited 
at each brush, and the volts per segment are one-half what 
they would be in the unmodified long-connection winding. 
The number of coils to be used is, as in the unmodified wind- 


ing, =". yt. Thus, in Fig. 15, n=4, y=9, s=4. 941 
=19, Coil 1 is connected to coil 10, ete. 


#60 
It will also be noted that those segments | — | from each 


-_--—- — 


” 
other are connected together. The number of segments= 
=e s, of which 9 at distances of =| from each other, are 
ie 

connected together. Ifevery other one of the radial connec- 
tions from the coils to the commutator are discarded, the 
winding becomes onee more the plain, long-comection, two- 
cirenit, gramme winding. 

At tho position shown, coil 13 is short-cirenited by the 
negative brush, and the cireuits through the armature are, — 


3-12-9-11-1-10-19- 9-18 
; 4-14-5-15-6-16- 7-17- 8 | reo 


BRILL 
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Figure 16 is an application of the same type of winding to a siz-pole gramme ring. n=6, y=6, 
=syt1={ -H+1=19. There are 19x§=57 segments, All segments distant from each other by 


Sh ‘ ” + ’ 
= 120° shonld be connected together. Some of the cross-connections are shown inside the armature. 


0 

At the position shown, coi] 12 is short-cirenited by the positive brush. The cirenits through the 
armature are— 

J3-16-10--4-17-11- 5-18 


oe cot 15-2- 8-14-1- 7-13-19- 6 


+= 

If the connections shown inside the commutator, together with one-third of the segments, had been 
omitted, there would have been an unequal distribution of potential about the commutator, Between two 
segments would be found a certain voltage, V’, and between the next two 2V; then TV again, ete. 


If it shonld be desirable to diminish the number of commutator segments to one-half the number of 
coils, it may be done by the method of connection shown in Fig. 17, page 84, which will be recognized at once 
as the multipolar ring counterpart of the two-circuit winding as applied te multipolar drums. This winding 
will be referred to as a “short connection,” two-cirenit gramme winding. In the *long-connection” type, 
examples of which have just been given, connection has been made between coils situated in fields of like 
polarity. But in the “short-connection” type, connection is made between coils in adjacent fields. Both 
methods are feasible in ring windings, because the two ends of a coil located at a certain ‘point of the 
periphery are accessible for connection at the commutator end if desired, but in drum windings only one 
end of a conductor located at a given point of the periphery is accessible at the commutator end, the 
other end of the conductor being necessarily connected across at the opposite end of the armature, and 
in consequence, also, must be connected over to a conduetor in an adjacent field of unlike polarity, in 
order that the electromotive force, which is, say, from front to back in the first eondnetor, may add 
itself to that in the second conductor, which must therefore be from back to front; that is, the second 
conductor must be situated in a field of opposite polarity. Thus there are two subclasses of two-cirenit, 
multipolar ring windings, in the first of which (the “long-connection” winding) coils in fields of like 
polarity are connected in suecession, and in the second of which, as in the two-tirenit, multipolar drum 
winding, the conductors immediately succeeding each other are situated in fields of opposite polarity. 

In this “short-connection” winding for two-cireuit multipolar rings the formula for determining the 
proper number of coils, ¢, for any number of poles, n, is — 


a= ny + 2, 


where y, the pitch, may equal any integer, odd or even. 

In connecting up this “short-connection” type of winding the following additional rule should be borne 
in mind in the interpretation and application of the meaning of the piteh, y: The number of coils in this 
winding, being from the formula always even, if y is also even, it is necessary in connecting up to use as the - 
pitch, alternately, (y —1) and (y +1) instead of always y. Otherwise, if the coils are nnmbered successively 
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Fig. 16 
TWO CIRCUIT, SINGLE WINDING. 
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Fig. 17 
TWO CIRCUIT, SINGLE WINDING. 
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from No. 1 on, the even-numbered coils would never be touched, if an odd-numbered conductor were started 
with, and vice versa. If y were used every time as the pitch, a double winding would be obtained. ‘This case 
will be treated later. 

Ii may also be well to note that (y—3) and (y +38) could be used alternately as the pitch. It is thought, 
however, that no advantages, and several disadvantages, would result from such a choice of pitches. 


Figure 17 represents a two-circuit, single-wound, four-pole ving of the “short-connection” type just 
described. 
n=4,y=8,eonyt+2—4x84+2= 54. 


This is the case referred to above, in which, s being even and also y, (y—1) and (y +1) must be used alter- 
nately as the pitch in connecting up. The sequence of connections will be seen in the figure to be 1,1 +7 =8, 
8+ 9217, 17 + 7 = 24, ete. 

Number of commutator segments = 44 = 17. 

In the position shown, coils 7, 14, 23, and 30, in series, are short-circuited at the negative brush, and the 
circuits through the armature are, — 


5-12-21-28- 3-10-19-26-1- 8-17-24-33- 6—— 


e | 6-35-46. Y-J4-27-18-11-2-20-20-1 4-31 -22-15 


+ 

There are 14 coils in one path and 16 in the other. A little later, coils 6, 33, 24, and 17, in series, will 
be short-circuited by the positive brush, and coils 7, 14, 23, and 30 will take their place, the circuits through 
the armature then becoming, — 


) J-14-2300- 5-12-21-28-3-10-19-26-1- 5——— 


—* ~ | 32-25-16- 9-34-27-18-11-2-20-20-13-4-31-22-15 


}+ — 


A further inspection of the diagram will show the unsymmetrical arrangement of the short-circuited and 
adjacent coils, causing the induction in some coils to act in opposition to that in others with which it is in 
series. This is less marked with large numbers of coils. 


The chief disadvantages of the “short-connection” winding are that adjacent coils have between them, 
periodically, the full E.M.F. of the armature, and that the end windings are complicated. 





ARMATURE WINDINGS OF ELECTRIC MACHINES, 


Figure 18 represents another two-circuit, single-wound, 
“shortconnection” gramme winding, in which s=ny +2 
=4x5+2=22. In this case y, the pitch, is odd, and con- 
sequently the sequence of connections is 1, 145=6, 644 
=11, 114+5=16, etc., thus advancing each time by 5, and 
not, as in the case of Fig. 17, page 34, where y was even, 
alternately by (y+1) and (y—1). Corresponding ends of 
coils are connected together; thus, the end of 1 and the 
end of 6, the beginning of 6 and the beginning of 11, ete. 

At the position shown, coils 5, 10, 15, and 20 are 
short-circuited by the negative brush, and the circuits through 
the armature are, — 


22-17-12- 7-2-19-14— 9-——— 


8 §43-48-4- canal er 


—-| 

The winding is subject to the disadvantages noted in 
connection with Fig. 17, page 34. 

Instead of having the objectionable crossings at the ter- 
minals of the coils, as shown in Fig. 18, page 87, alternate 
coils should be wound right and left handedly. This would 
only be useful in cases where all the connecting is done 
at one end, which should be avoided when possible. 


fouar. U1. 





Fig. 18 
TWO CIRCUIT, SINGLE WINDING. 





Fig. 19 
TWO CIRCUIT, SINGLE WINDING, 
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Instead of connecting together in pairs coils lying in 
fields of opposite polarity, as in Figs. 17 and 18, adjacent 
coils may be connected together as shown in Fig. 19, and 
these connected across to coils in the nearest field of like 
polarity. The number of commutator segments is equal to 
one-half of the number of coils. The inherent identity of 
this and the “long-connection” winding may be seen by 
doing away with the leads to the commutator segments, 
and substituting leads from the eleven points lettered a, 
b, e, d, ete. The result will be a simple “ long-connection”’ 
gramme winding, with half as many coils of twice as many 
turns each. 

Therefore, the best way of laying out such a winding is 
to apply the rules for the “long-connection ” winding, and 
make the connections shown in Fig. 19, instead of those 
of the regular “long-connection ” gramme winding. 

This winding gives half as many commutator segments 
as coils. 

In the position shown, coils 5, 14, 15, and 2 are short- 
circuited by the positive brush, and the circuits through the 
armature are, — 


§-21-20-11-1— 1-22-13-12-5 


ete iam 
eer eee 6- 7-16-17- 4——— 


+ 
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CHAPTER IV. 
TWO-CIRCUIT, MULTIPLE-WOUND, MULTIPOLAR RINGS. 


THE next class is that of the two-cireuit, multiple-~vound, long-connection ring windings. 
The general formula is, — 


i= 5 xy tm, 


where 
¢ = number of coils, 


n = number of poles, 
y = pitch, 
m = number of windings. 
The “m” windings will consist of a number of independently re-entrant windings equal to the greatest 
common factor of “y” and “m.” 
Therefore, when it is desired that the “m” windings shall combine to form one re-entrant system, 


it will be necessary that the G.C.F. of “y"” and “m” shall be made equal to 1. 
Figure 20 represents a two-circuit, doubly re-entrant, double-wound ring armature. 


s= 26, n=4, m= 2. 


sm xy tm, = 5 xy +2 a y= 12. 


Greatest common factor of y (12) and m (2) is 2. Therefore the winding will be doubly re-entrant. 
At the position shown, coils 24 and 12, in series, are short-circuited by the negative brush. The circuits 
through the armature are, — 


I~ Loete2te1is— + 


al 10-22-8-20-56-—_ } + 
( s1-59-9-1-¥50 
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Fig. 20 
TWO CIRCUIT, DOUBLE WINDING, 
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Fig. 21 
TWO CIRCUIT, DOUBLE WINDING, 
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Figure 21 represents a two-circuit, singly re-cntrant, 
ouble-wound ring armature. 

In this case y=11, n=4, and m=2. s=jxlla 2=20 
or 24. 24 coils are taken, G.C.F. of “y” and “m” being 
1, the winding is singly re-entrant. 

In the position given, coils 9 and 22 are short-circuited 
at the negative brush, and 4 and 15 at the positive. The 
circuits through the armature are,— — 

7-18-5-16— 
21-8-19-4-17 — 

Ss Soke z 
10-23-12-1-14-3 


ob 

















entrant, doatdeanina ? ring armature. 


m=2, n=6, y=T, say 22m xT22a19 or 2 


“y” and “m”™ being rime wining gy re 
entrant. ; 

At the position shown, coils 4, 11, and 18 are shor “5 ets 
circuited at the positive brush, and the cious through the -% = 
armature are: — | 


Two two-cireuit, singly reentrant, triple wind 
gramme rings are given below without diagrams: — 


m=3, n=6, y=T, =5 xy +3=5 aie 





The connections would be, — . i rene 
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Fig. 23 
TWO CIRCUIT, TRIPLE WINDING. 
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Figure 23 represents a two-circuit, singly re-entrant, triple winding. 
m=3, n=4, y= 10, a= x10 + $ = 23. 
“m" and “y" being prime, the winding is singly re-entrant. 


In the position shown, coils 5 and 15, in series, are short-circuited by the positive brush. The circuits 
through the armature are, — 


21-S-18-———— 
20-71 7——— 
12-2 
eter |) 
10-23-1353 


22-9-19--16 
EE 





The extreme irregularity of the various circuits in multiple is not characteristic of the winding, but is 
merely due to the very small number of coils chosen. In practical cases it would be negligible. 


From the formula and conditions of page 40, and from the examples just given, it will be seen that two- 
circuit, multiple-wound, ring windings may be divided into the three following cases : — 

Case I.—“y” and *m” are mutually prime. This gives a singly reentrant winding of “m” multiple 
windings. 

Illustration: — n=4, y=T, m=4, s=$xT+4=18. 


Connections are, — 1-S-15-4-11-18-7-14-3-1 0-17 -413-2-9-16-5-12-1. 


May be expressed symbolically as Goo). 


Case II,—*“y" a multiple of “m.” This gives *m” independently re-entrant windings. 


Illustration : — n=4, y=8, mad, ome § x84+4—20. 


Connections are, — 1- 9-17-5-13-1 
2-10~15-§-14~2 
d-11-19-7-15-3 
4-12-20-8-16-4 


May be expressed symbolically as Q © O O. 

Case Il.—*y” and “m” have common factors. This gives a number of independently re-entrant 
windings, equal to the greatest common factor of “ y” and “ m,” 

Illustration : — 

n=4, y=6, m=4, s=$x6+4=16. 

The result is a two-circuit, quadruple winding with two independently re-entrant windings, because 2 is the 
greatest common factor of “ y” and “ m,” 

The connections are, — 

1-7-13-3-9-15-5-11-1 and = 2-8-14—4-10)-1(i-6-12-2 

May be expressed symbolically as @ ©. 

Case IT. is really a special instance of Case IIT. 

The above formula and controlling conditions will be found to hold for all numbers of poles, coils, pitches, 
and windings of the two-circuit, long-connection type of gramme-ring armature windings. 
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Figure 24 should be compared with Figs. 
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Fig. 24 
TWO CIRCUIT, TRIPLE WINDING. 
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CHAPTER V. 
DRUM ARMATURE WINDINGS. 


In drum windings, all connections from bar to bar must 
be made upon the rear and front ends exclusively, it not 
being practicable to bring connections through inside from 
back to front as is the ease with rings. Consideration of 
this limitation will show that the two sides of any one coil 
must be situated in fields of opposite polarity, so that the 
electromotive forees, generated in the active conductors of a 
coil by their passage through their respective fields, shall be 
in the same direction. 

In the case of a drum, it should also be noted that a coil 
is linked with the whole or nearly the whole flux from one 
pole piece, instead of, as in the rmg armature, with only one- 
half of the flux. 


BIPOLAR DRUM WINDINGS. 


The winding of bipolar armatures is much less simple in 
the case of drums than in that of rings, and it will therefore 
be necessary to give considerable attention to the various 
methods in which such windings may be carried out, 


61 
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Figure 25 represents essentially the winding devised by von Hefner-Alteneek. It is used chiefly for 
small, smooth-core, wire-wound armatures, and the element of the winding, represented in the diagram by a 
pair of face conductors, and a back connection consists usually, in practice, of a coil of several turns, eompar- 
able in some respects to the coil of the ring windings ; but in the diagrain only one turn per coil will be 
shown. ‘This will also be advantageous, inasmuch as large, iron-clad, bar-wound, multipolar dram armatures 
are (lerived from, and diagrammatically are very analogous to, the wire-wound, smooth-core armatures now 
under consideration. 

An examination of Fig. 25 shows that, starting from a commutator segment, the winding proceeds over 
the front end to conductor No. 1; down No. 1 over the back to conductor No. 8, which, it should be noted, 
is adjacent to the conductor diametrically opposite No. 1. From No. 8 the winding returns to the next 
commutator segment, and is then carried to conductor No. 3 (skipping No. 2, which will later be joined 
over the back to a conductor almost diametrically opposite to it), down No. 3, over the back to No. 10, ete. 
From this it is seen that the “ pitch” on the back end is 7 and on the front end is —5, 

In the position shown, the cireuits through the armature are, — 


10- 8-8 1- 6-15 


= -| 7-14-9-16-11- 2 


+ 

The coil represented by the conductors 15 and 4 is short-cirenited at the positive brush, and coil 12-5 at 
the negative brush. 

The customary convention is adopted in the diagram, ® tedientiee a current from the observer into 
the paper, and @ a current up out of the surface of the paper toward the observer. 

A serious fault of this winding is that large differences of potential exist between adjacent conductors (or, 
usually, groups of conductors), ‘This would be of no importance with the small numbers of conductors 
represented in these diagrams, but in actual cases, large numbers of conductors are used, and are placed 
close together in order to waste no available space. 





Fig. 25 
TWO CIRCUIT, SINGLE WINDING. 


Pf tines - ee Mae. ; to FF. eS 
en ee Ae ee BEET 
ag eh Pe ee : 


ee 
—— en 
< ae a 


fe ee 


he ah Sees 
To a ee 


., 


= : 
, | = 3G T4.0 ee 
“<" “4 " oe ane 
ey ae aH ae 
Pag 5 Oe 


a 
a 


7 at 


he A ., ; 


, Bs See oo Oy We Oy ra : SS os a nn 's 
ERO OA 


es Se ts Say ona 
BR 


\* 
* 
~ 
. 
4 





Fig. 26 
TWO CIRCUIT, SINGLE WINDING. 
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Figure 26 gives the diagram of a winding discussed by 
Swinburne. Its characteristic feature is the use of a small 
pitch (in the figure the pitch at the back end is 11, and at 
the front end it is —9), whereby the turns consist of con- 
duetors separated by a much smaller angular distance than 
i the von Hefuer-Alteneek winding. 

An advantage of this winding is that there is much less 
crossing of the end connections than is the ease where the 
piteh is taken larger. Thus the difficult question of insula- 
tion at the ends of the armature is greatly simplified, 

Still further, it has been pointed out by Swinburne that 
the demagnetizing effeet of the armature on the field is 
reduced, as may be seen from the fact that the currents in 
the conductors in the demagnetizing belt between the pole 
tips, namely, 23, 24, 25, and 26, and in 7, 8, 9, and 10, are 
alternately in opposite directions, and thus neutralize each 
other. 

A serious disadvantage is that the short-circuited coils, 
6-27 and 11-22, are considerably removed from the neutral 
line. ‘This, together with the fact that the counter-electro- 
motive forces present in several conductors of the eircnit 
between brushes detract from the volts per unit of length of 
armature wire, reduces to rather small limits the extent to 
which such conneeting over short chords should be earried. 

In the position shown, the cirenits through the armature 
are, — 


20- 9-18- 7-16- 5-14- 3-12- 1-10-31- 8-29 


~ | 18-94 15-26-17-28-19-30-21-32-23- 2-95- ah 5 cass 


_ 
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In Fig. 27 it will be seen that the number of coils is odd 
(in the two preceding (liagrams it was even), with the result 
that the two active sides of such coils may now be diametri- 
cally opposite. 

This would not, however, usually be advisable, as it 
makes many more crossings at the ends, and therefore in- 
creases the difliculty of insulating. 

Some advantage results from bringing the short-circuited 
coil (in the figure, coil 24-() is short-circuited by the nega- 
tive brush), exactly in the neutral line, this being, of course, 
only possible when the conductors forming its active sides 
are diametrically opposite. 

The cireuits through the armature in the position shown 
arc, — 


_ {22 1-20- 6-18- $-16-1-14-20-12-27-10-25 


—>- 
11-26-13-28-15-30-17-2-19- 4-21- 6~23- 4 + 


—_> 
The pitch on the back end is 15, and on the front end it 
is —15, 
Owing to the number of segments being odd, only one 
coil is short-cireuited at once, unless wide brushes are used, 
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Fig. 27 
TWO CIRCUIT, SINGLE WINDING. 





Fig. 28 
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In Fig, 28 there is also an odd number of coils (and 
therefore an odd number of commutator segments). But 
instead of connecting over the back from No. 1 to No. 16 
(the conductor diametrically opposite No. 1) as in Fig. 11, 
connection is made over the back from No. 1 to No. 14, 
then over the front to No 3, ete, the pitch at the back 
end being 13, and on the front end —11. It is, therefore, 
a mild form of the Swinburne chord winding, as described 
in connection with Fig. 26, The end connections are 
better distributed and have fewer crossings than was the 
ease in Fig, 27, where diametrically opposite conductors 
were connected into coils, 

In the position shown, coil 22-0 is short-circuited at 
the negative brush, and the circuits through the armature 
are, — 
11-24-13-26-15-28-17-30-19- 2-21- 4-23- 6 


2m TH18- 5-16- B-14- 1-12-29-10-27- cast ac 


— -{ 






i 
OF TUF ~ 





ARMATURE WINDINGS OF ELECTRIC MACHINES, 


In Fig. 29 the winding is carried on over a still shorter chord, the pitch 
at the back end being 11 and at the front end —9. 

It is very instructive to compare Figs, 27, 28, and 29, all of which have 
30 face conductors (15 coils). But in Fig. 27 diametrically opposite con- 
ductors are connected over the back, the back pitch being 15. Figure 28 
is a weak chord winding, the back pitch being 18. Figure 29 is a decided 
chord winding, the back pitch being 11. The points to be compared are 
the positions of the short-circuited conductors with reference to the neutral 
line; the amount of neutralizing of the effect of the demagnetizing belt 
between pole tips, and the comparative amount of crossing of connectors 
at the ends. 

In Fig. 27 it was shown that diametrically opposite conductors could 
be connected into coils if the number of coils were chosen odd. 

The same object may be attained with an even number of coils by 
winding them in two layers instead of in one layer, as has been the case 
in all the heretofore described bipolar drom armatures, 

It should be again noted that the term “conductors” is used in these 
explanations, although “groups of conductors’ could often be substituted 
therefor in small, smooth-core, wire-wound armatures, 

Thus the set of “one-layer windings,” just described, are those in 
which “conductors” or “groups of conductors” are, in the completed 
winding, arranged in one layer, although the individual wires of such a 
group may optionally occupy one or several layers. In the same way, 
the two-layer windings now to be described are those in which the com- 
pleted winding consists of “conductors” or “groups of conductors” 
arranged in two layers, although the actual depth of individual wires 
may, when desirable, be greater than two. 


[emar. v. 












~— eee we notes 
. Pireien a” yes 


e _ . ~ 
atte tess BO ial SONS PRE NSS Me BR a es SSS ee P = Base eh 
Sos Le See SR WS eee: See ee x ae LS Say aoe SS 


Fig, 29 
TWO CIRCUIT, SINGLE WINDING. 


er cone, -.in - 
3 IRA FS 


Ses” OY THR = © 


‘wht sc 
BP PS. E re. 
% 7, or «<¥:/ 
~ ~ e | J s aw 


— - LL.” 
Te 








char. V.] DRUM ARMATURE WINDINGS. 


In Fig. 30, diagrams a and 6 represent a single-layer 
bipolar drum winding with an odd number of coils, in 
which diametrically opposite conductors are connected 
together into coils. In diagram-a the first half of the 
winding is carried out and proceeds from a commutator 
bar to conductor No. 1, to 8, to 3, to 10, to 5, to 12, to 7, 
to 14, and is then ready for the second half. It will be 
seen that at this stage only every other coil is connected 
up, and that only one-half of the commutator segments 
are utilized, Diagram 6 shows the winding completed. 
This winding, which is of the type shown in Fig. 27, is 
given here for comparison with the two-layer winding 
shown in diagrams ¢ and d. In Fig. ¢ it will be seen 
that the first half is exactly the same as the first half 
of the one-layer winding (except that it contains eight 
conductors instead of seven), and at the completion of 
the first half all the conductors of the lower layer are 
connected up in the order 1-—(—-3-11-5-13-7-15, and only 
one-half of the commutator segments are connected in. 
The coils remaining for the second half, instead of lying 
between those of the first half, occupy an outer layer. 
Diagram d shows the completed winding, with all the 
coils and commutator segments utilized. 
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ARMATURE WINDINGS OF ELECTRIC MACHLNES. 


Figure 31 represents a two-layer winding with thirty-two conduetors, 
with diametrically opposite conductors connected into coils over the 
back end, 

These back-end connéetious are not shown, becanse they would interfere 
with the clearness of the diagram. ‘The connections are 1-17~3-19-5-21, 
ete. In the position shown, coil 25-9 is short-circuited at the negative 
brush and 26-10 at the positive brush, and the circuits through the 
armature are, — 

{ 23- 7-21- 5-19- 3-17-1-16-32-14-30-12-28 


~ | 41-27-13-29-15-31-18-2-20- 4-22- 6-24- 3} r 


a 


It will be seen from this table that maximum difference of potential 
exists between conductors lying directly over each other in different 
layers, such as 27 and 28, or 7 and 8. But adjacent conductors have 
only small differences of potential; therefore, the two layers should be 
earefully insulated from each other. 

[t is an advantage to have the conductors 26-9 and 26-10 of the two 
short-circuited coils all situated on one diameter, as they may therefore 
be brought diametrical, and therefore are capable of being short-eireuited 
more nearly in the neutral position. 

A disadvantage of the winding is that, one-half being wound exelu- 
sively in the lower layer and the other half in the upper, they have 
unequal lengths and different peripheral speeds, and in those reeurring 
positions in which the two cireuits through the armature consist respect- 
ively of the lower and the upper layer, the condition will be unbalanced, 

In practice, however, it is frequently found expedient to use this con- 
nection because of the ease of winding, the inequality being made as 
small as possible. It will be shown later how this inequality may be 
obviated; the winding will be, however, less easy to execute, 
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Fig. 31 
TWO CIRCUIT, SINGLE WINDING. 
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Fig. 32 
TWO CIRCUIT, SINGLE WINDING 
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In Fig. 32 the winding is of the Swinburne type, being connected over the ends 
along a short chord. Thus, starting from a commutator segment, it passes down 
No. 1, over the lack to No. 18, over the front to No. 3, and so on through 3, 15, 4, 
17, 7, 19, 9, 21, 11, 23; but coming over the frout from 23 it would naturally go to 
15 of the lower layer. This, however, is already used, so the winding continues by 
No. 14, which is directly over No. 18 in the top layer, and then on through 25-16- 
27-18-2'-20-31-22. From 22 it would naturally go to No. 1, but, as the winding 
is not yet completed, it must go instead to No. 2, which is directly over No. 1, and 
then proceed from 2 through 24-4-26—-6-28-8-30-10-32-12, und then it closes on 
itself at No. 1, This winding is not at all difficult, because, although the lower 
layer is not entirely completed before beginning to wind the upper layer, yet in that 
part of the armature on which it is desired to wind the upper layer, the lower layer 
is entirely completed, and for quite a distance beyond, so that there would be no 
trouble in inserting the necessary insulation, ete, 

In the position shown, coil 28-8 is short-cireuited at the positive brush, and coil 
25-11 at the negative brush. It is a disadvantage to have the short-circuited coils 
so fur from the neutral line. 

The circuits through the armature in, the given position are, — 


21- 9-19- 7-17- 5-15- 3-13-1-12-32-10-30 


14-25-16-27-18-20-20-31-22-9-94- 4-96- = eae 


— -{ 

It will be seen that in this armature there can be no position in which one layer 
belongs exclusively to one circuit and the other to the other cireuit. Therefore 
the discrepancy in lengths and peripheral speeds of the two cireuits through the 
armature will, at the most unfavorable moment, be less than when diametrically 
opposite conductors are connected into coils, The winding has, in common with all 
chord windings, the advantage of less crossings of the end connections. The diagram 
shows particularly well the absence of demagnetizing action in the zone of con- 
luctors between pole tips. 

If, in Fig. 32, page 66, conductor No. 1 had been connected over the back to 
No, 15 instead of to No. 13, it would still have been a chord winding, but with 
somewhat less marked characteristics than that of Fig. 32, All the advantages and 
disadvantages would have been on a sinaller scale. 
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ARMATURE WINDINGS OF ELECTRIC MACHINES. 


Figure 33 represents a winding in which coils of the 
outer and inner layer are alternately connected. The rear- 
end connections are not drawn, but are diametrical. ‘Thus 
the series is 1-15-4-18-5-19-8-22-9-23-12-26-13-27-1i-2- 
17-8-20-6-21-7-24-10-25-11-28-14-1. This makes both 
circuits through the armature of very nearly equal length 
and of very nearly equal average peripheral speed. 

In the position shown, coil 21-7 is short-circuited by the 
positive, and 22-8 by the negative brush. The cireuite 
through the armature are, — 

(19- §-18- 4-15- 1-14-28-11-25-10-24 


—  - | 


. §-23-12-26-13-27-16- 2-1T- 3-20- 6 + 


For this winding to be regular, the number of conductors 
must be an odd multiple of 4. 

Other bipolar drum windings have been proposed by 
Hering, Western Electric Company, and others, each of 
which possesses certain special advantages. It might be 
well especially to consult an article by Hering in “ Electri- 
cian and Electrical Engineer,” Vol, 4, 188, p. 423, and 
Vol. 5, 1886, p. S4. 





Fig.33 
TWO CIRCUIT, SINGLE WINDING. 
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CHAPTER VI. 
MULTIPLE-CIRCUIT, SINGLE-WOUND, MULTIPOLAR DRUMS. 


For multiple-circuit, multipolar drums, the condition to be fulfilled to make the winding reentrant is 
that there shall be an even number of bars. The pitch at one end of the armature must exceed that at 
the other end by 2 (for single windings), each of these pitches being odd, If ” is the number of poles 


and ( the number of face conductors, the average pitch should not differ much from ; for if it is much 


less, two successive conductors will often le under the same pole piece, and their induced electromotive 
forces will be in opposition to each other, whereas they should be additive. If the average pitch is much 


greater than os the cross-connections will be unnecessarily long, and the armature resistance and cost of 


copper unnecessarily high. Suppose a preliminary calculation for a single-layer, six-pole machine shows 
that about 49 conductors are required, it will be seen that =F = 8.17. The two-end pitehes must both 


be odd numbers, and must differ by 2. Therefore, take 7 and 9. The mean pitch is 8. The condition to be 
fulfilled by the total number of conductors is that it shall be an even number. Let it be 50, 

This case is shown in Fig. 34. In this diagram the radial lines represent the face conductors. The con- 
necting lines on the inside represent the end connections at the commutator end, and those on the outside represent 
the end connections at the pulley end. The brushes are placed inside the commutator for convenience. 

At the position shown, the conductors without arrow-heads are short-circuited. The circuits through 
the armature are, — 








. 6—19- 8 1-10- 
45- 2-13-50-41-48—— : 
29--15-24-17-26-19 —— 
ce nae Sei et 
_ [ 40-33-42-35-44-97 
. 20-86-27-34-25-99-23-20 
The front-end pitch is y=9, and the back-end pitch is y= —T. OES a 
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ARMATURE WINDINGS OF ELECTRIC MACHINES, 


If the pitches had been taken 7 and —6 instead of 9 and —7, retaining the same 
number (50) of face conduetors, the diagram given in Fig. 35 would have been the 
result. ‘This, it will be seen, is an application of the ehord winding to a multipolar arma- 
ture. ‘The current in the conductors in the neutral zone is alternately in opposite direc- 
tions, so that the demagnetizing action of the armature is small. ‘The end connections 
are shorter, occupying less room and reducing the armature resistance and cost of copper. 
The short-circuited conductors are, however, at some distance from the neutral lines, and, 
although the electromotive forces in each pair will partly neutralize each other, it would 
be advisable, in cases where such chord windings are adopted, to have as great distances 
between pole tips as other cireunistances permit. 

In the given position, the short-circuited conductors are 449, 12-7, 20-15 28-23, 38- 
83, 46-41. The armature circuits are, — 


ms 6- 1- 8- 3-10- 
-47- 245) 


_ ( 22-47-24-19-26-21 
.13-18-11-16- 9-14 










x 
| 81-96-29-B4-27-92-95- 


The front-end piteh is y=T7, and the back-end pitch y= —4, 

If it should be considered desirable to have all the paths through the armature eontain 
exactly the same number of conductors, then the number of face conductors should be 
chosen a multiple of the number of poles. But with a large number of conductors this 
would generally not be an important consideration, 

In modern practice the conductors in large multipolar machines frequently consist of 
bars arranged in slots, ‘The end connections then become strips arranged in two or more 
spiral layers at each end. If there were only one conduetor per slot, two layers at each 
end would still be necessary, as it would be the same as if the lower conductors were 
brought up side of the upper conductors, and every other conductor would, therefore, as 
before, be connected over in an opposite direction from its neighbor. 

For multiple-cireuit, single-svound armatures there may be any even number of con- 
ductors per slot, and any number of slots, No new diagrams are necessary to show the 
cases of two or more conductors per slot, as Figs. 34 and 35 may be interpreted as having 
twenty-five slots and two conductors per slot, in which case odd-numbered conductors 
may be considered to belong to the upper layer, and even-numbered econduetors to the 
lower layer. Connection is always made between odd and even numbered conductors, the 
pitch being always odd. The front-end and baek-end pitches must differ by 2, and must 
have opposite signs. ! 
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SIX CIRCUIT, SINGLE WINDING. 


ouar. Vi] MULTIPLE-OCIRCUIT, SINGLE-WOUND, MULTIPOLAR DRUMS. 76 


Figure 86 represents a six-cireuit, single-wound, drum winding with eighty con- 
ductors. The number of conductors is purposely taken large, so that a study of the 
diagram and winding table may show the magnitude of the differences of potential in 
neighboring conductors. 

At the given position, conductors 75-6, 9-20, 21-32, 35-46, 49-60, and 61-72 are 
short-circuited at the brushes. The circuits through the armature are, — 


_ { S-T7-10-79412- 1-14 $-16- 5-18- 7 
| 73~ 4-71- 2-69-80-67-78-45-76-63-74 

( M-23-B6-25-38-27 0-29-4231 HBS. 
19-20-17-2 8 -15-26-13-24—11-22-——_—" 

__ | 6291-64-53-66-55-68-57-70-59 
| 47-38-45-56-49-54-41-52-39-50-87 







An inspection of the above table will show that the full difference of potential 
exists at recurring intervals between each pair of sequential conductors, such as T and 
8, or 47 and 48 In practice, such conductors will often consist of two bars lying one 
above the other in the same slot. This shows that such upper and lower layers in a 
slot should be carefully insulated. Ou the other hand, alternately sequential conductors, 
as 5 and 7, or 47 and 45, have between them only the small difference of potential of two 
conductors in series; so that, in practice, where such conductors, usually belong both to 
the upper or both to the lower layer of the same slot, comparatively thin layers of 
insulation suffice. For instance, it ix often the case in multiple-circuit windings that 
there are four conductors per slot, arranged two wide and two deep. This case would 
require that the horizontal layer of insulation between contactors should be much thicke) 
than the vertical layer. 

For this class of windings (multiple-circuit, single-wound eas a formula is super- 
fluous, and the following summary of conditions will suftice :— 


There may be any even number of conductors, except that in ironclad windings the 
number of conductors must also be a multiple of the number of conductors per alot. 

The Front and back pitches must both be odd, and must = by 2; therefore the 
average pitch is even. 

The average pitch “y” should not he very different from < 7 where c=number of con- 
ductors, and r=number of poles. For chord windings,“ y" should be smaller than = by as 
great an amount ag other conditions will permit. 





CHAPTER VIL. 
MULTIPLE-CIRCUIT, MULTIPLE-WOUND, MULTIPOLAR DRUMS. 


THe next windings to be considered are multiple-cireuit, multiple-wound, multipolar drums. 

The following rules control these windings : — 

The number of conductors, C, must be an even number. The pitches must be odd. If y=front- 
end pitch, then —(y—2m)=back-end pitch, where m=number of windings (double, triple, quadruple, 
ete. ), 

These *‘m" windings may form one re-entrant winding, “m” independent re-entrant windings, or a 
number of ro-entrant windings equal to some factor of “m,” each of which re-entrant windings is composed 
of two or more components. 

To determine the proper number of conductors for any of the above cases, the following rule should 
be observed : — 

If *m” equale the number of windings, and “*C” equals the number of in conductors, then the number 


of independently re-entrant windings will be equal to the greatest common factor 5 — and m. 
For instance, if a quadruple winding has 28 conductors, then the greatest common factor of (m=4) 
“aT 

and ($=F=14): is 2, and the quadruple winding will consist of two independent double windings, each of 


the two heing re-entrant. This may be represented symbolically as @ @. 


If C= 24, and m=, the greatest common factor of (5-3 2) and (m=4) is 4, and the quadruple 


winding will be made up of four independent single windings. This may be represented symbolically 
“OOOO. 


Ii C=26 and m=4, the greatest common factor of ($= =13) aml (m=4) is 1, and the quadruple 


winding will consist of one singly re-entrant quadruple winding. This may be represented symbolically 
as 

The above rule applies to any winding (double, triple, qnadruple, ete. ). 

It is interesting to note that, for “ multiple-cirewit” windings, the rule for the number of multiple wind- 
ings is independent of the number of poles and of the pitch. 

The number of conductors, “C,” the average pitch, “y," and the number of poles, “'n,” should be 
so chosen that x x y shall be somewhere nearly eqnal to C, being preferably a little smaller than C. 
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ARMATURE WINDINGS OF ELECTRIC MACHLNES. 


Fignre 57 which, like Figs. 34 and 35, has six poles and fifty conductors. 
is a singly re-entrant triple winding. C=50; m=. (Greatest common 


factor of £ and mis 1. Therefore, by the preceding rule, the result is one 


singly re-entrant triple winding. The winding may be represented sym- 
bolieally as @9). 
The average pitch should be a little less than 20 oo .33, and the for- 


ward and backward pitches must differ by (2 me Therefore the front 
end pitch is taken y= 11, and the back-end piteh y= —5. 

In the given position, conductors 49 and 4 are short-circuited at a nega- 
tive brush, and 12 and 7 at a positive brush. The circuits through the 
armature arc, — 


in |-—_ 
8- §—— 
10—- 5——— 


ae se 
ie | 
47- 2441446 
26-21——— 
 ) ——_ he 
22-17-28-23 


11-16———— 
GIONS 
o-20-— 9-14 


42-37 —— 
J 40-35-— 
3833-44-39 


|p es 
29-34—— 
3136-25-30 
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Fig. 38 
FOUR CIRCUIT, QUADRUPLE WINDING, 
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Figure 38 is a four-cirenit, doubly re-entrant quadruple winding in which 


n=4, (=44, and m=4. The greatest common factor of sand m,” te, Of 


22 and 4, is 2; therefore there are two independent, singly re-entrant, 
double windings. The winding may be represented symbolically by @@. 
These two windings are represented on the diagram by full and dotted lines. 
The front-end pitch has been taken 18, and the back-end pitch —5, the 
difference being necessarily 2m=8. Inspection will show that the two 
windings are, — 


1-14— 9-22-17 -30-23-38 35-2 41-10-5-18-13-26-21-4-21)-4 2-37 1 
3-16-11-24-19-32-27 40-35 AAS-12-7-20-15-28-25-36-31 44-39-8-3 


In the given position, 9-14 and $1-36 are short-circuited at the positive 
brushes. The circuits through the armature are, — 


Me i——_ 
S- 3 
f- 1—— 
445-12- 7 


41 2-83-38 

ahd. 

$7-49-—__ t 
35 -4()—_—_— 
46. 
a 
17-29 —— 
19-24-11-16 


$2-27 ——— 
$0-25——__— 
28-23 ———— 
26-21-34-29 


The extreme irregularity exhibited in the diagrams and tables of the 
multiple windings is due to the necessarily small numbers of conductors 
chosen. With the magnitudes taken in practical work, everything will be 
sufficiently regular. 
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Figure 39 is the same quadruple winding as Fig. 38, except that the pitehes are taken 15 and 
—7 instead of 18 and —5, This was drawn to emphasize the fact that there is nothing absolute in 
the choice of the piteh in these multiple cireuit armatures, exeept that in the ease of the multiple 
windings, the numerical differences between the forward and backward pitches must be equal to 2 m, 
where “m” is the number of windings. As before stated, the average pitch should not differ much 


’ . 
from ss and should be somewhat less, rather than greater. 
n 


Figure 38, which partakes in a small degree of the nature of the short chord windings (as compared 
with Fig. 539), has a very mueh larger percentage of the conductors subjected to eounter-induction than 
would be the ease in actual practice with large numbers of conductors, 

For instance, the average pitch might often be represented by some such number as 75. If it were 
to be a quadruple winding, the two pitches should differ by 2m or 8. Therefore the forward pitch 
would be taken 79, and the backward piteh —T1, so that the order of the winding would he 1-80-)-88, 
ete., whereas in the case of small numbers of conductors, such as in Fig. 38, the order of the winding 
was 1-14-9-22-17-30, etc. It will be evident that the distinetion between these two cases is, that with 
the larger number of conductors there are many forward and backward steps before the original loop 


is crossed, thus : — 
| wat | 
i % 


But in the ease of the small number of conduetors the loop is crossed almost at once, thus: — 


. Oe 


In other words, with multiple windings and smal! numbers of conduetors, the numerical differences 
between the forward and backward pitches is a large pereentage of the average pitch, whereas with the 
large numbers of conductors used in practice, it is a very small percentage of the average pitch. 

The fact that irregularities are mnch exaggerated by the necessary choiee of rather small numbers 
of conductors should be berne in mind in the study of these diagrams, particularly those of multiple 
windings. : 

If, instead of the quadruple windings consisting of two independent doubly re-entrant windings of 
Figs. 38 and 39, one singly re-entrant quadruple winding is desired, a number of conduetors must be 








| Fig. 39 
FOUR CIRCUIT, QUADRUPLE WINDING. 
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chosen such that — g 5 and “m” (4) shall be mutually prime. Take C=42. Then £231, and m=4, which 


arc mutually prime. If the forward pitch is taken y=13. and the backward pitch y= —5, the winding 
will be, — 
1-1 4-0-22-17 30-2383 441 -12,- 7 2-1 5-28-23 5-31-2310) -18-1 3-20 
—21-34-20-2-37-8-3- 16-1 1-24-1-52-27 40-55-61 


This would be represented symbolically as @gp), aul would be a singly re-entrant quadruple winding. 


” 


. 
If four entirely independent windings are desired, 5 and “m” must have + for their greatest common 


factor. Taking C=40, and making the front and back pitches respectively y=13 and y=—65, the wind- 
ing wonld be,— 

1-14— 9-22-17-30-25-38-15- 6-1 

3-16-11-24-19-32-27 410-35—_ 8-3 

d-18-13-26-21-HH-2- 2-37-10 

7-20-15-28-23-36-31- 4-39-12-7 


This could be represented symbolically as OQ OOO, and would be a quadruply re-entrant, quadruple 
winding. 

In Fig. 40 is shown a six-cireuit, siifgly re-cntrant, double winding. C=50, n=6, m=2. The 
greatest common factor of 5 and “m” being 1, the winding is singly re-entrant, and may be represented 


symbolically as @). 
The forward pitch is y=9, and the backward pitch is y=—4. 
In the given position, conduetors 49-4, 7-12, and 15-20 are short-circuited. The circuits through 


the armature are, — 
2 sae 5 
~ | 4590-41-46 
47- 2-43-48 aN. 
os 
24-19-28-23 
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CHAPTER VIII. 
TWO-CIRCUIT, SINGLE-WOUND, DRUM ARMATURES. 


Tue * two-cireuit” windings now to be considered are distinguished by the fact that the pitch is always 
forward, instead of alternately forward and backwand, as in the “ multiple-cirenit ” windings, just described. 

The sequence of connections leads the winding from a certain bar opposite one pole piece to a bar similarly 
situated opposite the next pole piece, and so on, so that as many bars as pole pieces are passed through before 
another bar in the original field is reached. Sneh progression around the armature is continued until all the 
burs are connected in, and the winding returns on itself. 

Two-cireuit, drum windings, like the two-circnit, gramme-ring windings, have for a given voltage 


» . . , , . : . 
the fraction . as many conductors as multiple-cireuit windings, with the attendant advantages, stated for the 


two-cirenit, gramme-ring windings. The advantages, that the circuits from brush to brush consist of 
conductors influenced by all the poles, are — when there is but one turn in each coil —the same as in the two- 
circuit, short-connection ring winding. When there are several turns in the coil, the advantages are suliject 
to the same reservations as in the two-cirenit, long-connection, ring winding. The advantages, due to such 
arrangements of the conductors, have been confined to machines of small electrical output. In machines of 
large electrical output, in which there are a number of sets of brushes of ‘the same sign (otherwise the cost 
of the commutator is excessive), the advantages possible from equal currents in the circuits have been over- 
balanced by the increased sparking due to unequal division of the current between the hl sets of brushes 
of the same sign. 

An examination of the diagrams will show that in the two-circuit windings the pie in the armature, 
likewise the armature reaction, is independent of any manner in which the current may be subdivided 
among the different sets of brushes, but depends only upon the sum of the currents at all the sets of 
brushes of the same sign. There are, in the two-cirenit windings, no features that tend to cause the current 
to sulvlivide equally between the different sets of brushes of the same sign, and, in consequence, if there 
is any difference in contact resistance between the different sets of brushes, or if the brushes are not 
set with the proper lead with respect to each other, there will be an unequal division of the current. 

When there are as many sets of brushes as poles, the density at each pole must be the same, otherwise the 
position of the different sets of brushes must be shifted with respect to each other to correspond to the differ- 
ent intensities, the same as in the multiple-cireuit windings. 

In practice it has been found difficult to prevent the shifting of the current from one set of brushes to 
another, The possible excess of current at any one set of brushes increases with the number of sets; likewise 
the possibility of excessive sparking. For this reason the statement has been sometimes made that the 
disadvantages of the two-circuit windings increase with the number of poles. 
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From the above, it may be concluded that any change of the armature with respect to the poles 
will in the case of two-circuit windings be accompanied by shifting of the current between the different sets 
of brushes; therefore to maintain a proper subdivision of the current the armature must be maintained in one 
position, with respect to the poles, and with exactness, since there is no counter action in the armature 
to prevent the unequal division of the current. 

In the case of multiple-cireuit windings, it will be noted that the drop in any circuit, likewise 
the armature reaction in the field in which the current is generated, tends to prevent the excessive 
flow of current from the corresponding set of brushes, On aecount of these features, together with the con- 
sideration that when there are as many brushes as poles the two-circuit armatures require the same nicety of 
adjustment with respect to the poles as the moultiple-circuit windings, the wultiple-cireuit windings are ~ 
generally preferable, even when the additional cost is taken into consideration. | 


Denoting the number of face conductors by “C,” the number of poles by “n,” and the average pitch by 
“y,”’ the formula controlling the two-circuit, single-wound, multipolar drum, is, — 


C=ny+2. 


It is preferable to have the pitch “y” the same at the two ends, because the two sets of end connections 
will then be of the same length, but the choice of the number of conductors “C” for any particular case is 
less restricted (when the number of poles is greater than four) if the front and back pitches are permitted to 
differ by 2, Each pitch, must, moreover, be an odd number, as, in order that the winding may pass through 
all the conductors before returning upon itself, it must pass alternately through odd and even numbered con- 
ductors. Also when, as is usually the case, the bars occupy two layers, it is necessary to conneet from a 
conductor of the upper to one of the lower layer so as to obyiate interference in the positions of the spiral end 
connections. Where different pitches are used at the front and back ends, each being odd, the average *y” 
appearing in the formula will be even. 


In Fig. 41 is given a two-cireuit, single winding for a four-pole drum. The pitch is y=9 at 
both ends, 
C=ny+2=4 x 94+2=—34 or 38, 


Thirty-four conductors were taken. If it is necessary to have thirty-four conductors, it would be better 
to take the average “y” equal to eight, and then to use y= at one end and y=7 at the other. It is thus 
possible to shorten the end connections at the end at which the shorter pitch is used, and thus avoid using an 
unnecessary amount of copper. This will also make the armature resistance less, and will give more room for 
the end connections. 





Fig. 41, 
TWO CIRCUIT, SINGLE WINDING. 
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In Fig. 42 this has been done, the front-end pitch being y=9 as before, but the back-end pitch being 
y=T. The average piteh is y=5. 


C=nyt+2=4x 84+2=30 or 34. 


Thirty-four conductors have been taken, 
If thirty-eight conduetors should be preferable to thirty-four, then the best arrangement would be to 
use y= that both ends. 


C=ny+2=4 x 04+ 2=34 or 38, 


This ease has not been drawn, but it would be the proper method for thirty-eight conductors, as the only 
other way would be to have a front-end pitch y=11 and a back-end pitch y=9, giving an average pitch y=10. 


Cm ny + 2—4 x 1042238 or 42. 


This last choice, i.e. pitehes of 9 and 11, wonld be undesirable, as the connections at the end with a pitch 
of 11 would be unnecessarily long. ‘Therefore, as a general rule, the pitch should be chosen a little less than 


g ,and when this would result in an even piteh, the piteh at one end may be made (y+1) and at the other 


end (y—1). Of course, the advantage of having both sets of end connections exactly equal might offset the 
small saving in material. This would have to be determined for the case in hand, Often, however, even 
where the same pitel is used at both ends, other considerations make it necessary to use two differently 
proportioned sets of connecting strips. 

This inatter of the possibility of using two different pitches, so that the “y” of the equation C=ny+ 2 
may be any integer, odd or even, is not so very important in the case of fowr-pole armatures, as it does not 
inerease the range of choice of conduetors. But for six, eight, and higher numbers of poles the introduction 
of even integers for “y” gives many more possible numbers of conductors than if it were necessary to be 
confined to odd integers. 

Thus, for the ease of six-pole windings, the formula C' =1y+2 becomes Co6y+2. Hi “y” is put sucees- 
sively equal to 10, 11, 12, 15, 14, and 15, the possible numbers of bars will become as follows : — 


y= 10 C=60+2=58 or 62 
y=11 C= 66 +2=64 or 68 
y=12) C=724+2=70 or 74 
y=13 C=78+2=76 or 80 
y=14 C=844+2=82 or 86 
y=15 C= 0+ 2=88 or $2, 


Thus it may be seen that if it were only permissible to use odd integers for “y,” the possible conductors 
for this range would be limited to 64, 68, 76, 80, 88, and 92; but by using unequal pitches at the two ends, the 
average “y” becomes even, and the possible numbers of conductors to which the choice is limited is doubled, 
It is very important that this point should be borne in mind, as the rule often used for four-pole machines that 
( must equal number of poles times an odd number, plus or minus two, is sometimes mistakenly extended 
to larger numbers of poles, and a number of conductors is chosen either larger or smaller than is desired; 
whereas, if different pitches at the two ends had been used,a much more suitable choice might have been made. 
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Another limiting consideration is, that the numbers of conductors _per slot is governed largely by the 
eapacity and voltage of the machine, so that sometimes two, sometimes four, and in exceptional cases even six 
or eight, bars might be desired per slot, therefore, the total number of conductors “C” must be a multiple of 
3, 4, 6 or 8, as the case may be. If, in the case of a six-pole armature, only two conductors per slot are desired, 


the pitch may be either odd or even; but it will be found that where four conductors per slot are wanted, and — 


where, therefore, “C’” must be a multiple of 4, that only the numbers of conductors obtained by muking *y” 
an odd integer meet the requirement. And if six conductors per slot should be wanted (and it seldom would 
be, because the mechanical fitting of the connections would be so troublesome), neither the use of an odd nor 
of an even integer would (in the case of a six-pole armature) give a possible number for “ CY” 

In the following illustrative diagrams it will not be necessary to take pains to show how many conductors 


there are per slot. They will be drawn with the conductors spaced at equal intervals, and one, two, four, or — 


more, as desired, may be supposed to be brought together in a slot. 


In Fig. 43 is given a diagram for a six-pole, two-circuit, single-wound, drum armature. The pitch is y=11 
at both ends. 
C=nyt2=6x1142=6642=64 or 68, 


Sixty-eight conductors were taken, and they could be arranged one, two, or four per slot, as other 
conditions might determine. 

In the position shown, the positive brush short-circuits the group of conductors 5-62-51-10-20-18, all in 
series. The circuits through the armature are, — 


6-17 -28-39-0-6)— 4-15-2637 AS-i 2-13-24-35-46-57-63-]] 22-45-4156 9-20-31 42-7 


> -(¢ A) e oe 


63-62-41-50-19- 8-O3-341-43-32-21-10-07-6-15-34-23-12- 1-18 A7-16-25-M- 3-H0-419-48-27-16 


An examination of the preceding table will show that immediately sequential conductors, such as 6 and 7, — 


_ have between them, at recurring periods, the full difference of potential of the winding. But alternately 
sequential pairs of conductors, as 6 and 4, or 63 and 65, have between them only the difference of potential of 
“n” bars. 

For the above analysis, only the two full-lined brushes were supposed to be in service, If, however, the 
four brushes shown by the dotted lines were added, the short-circuited bars would consist of groups of two 
each, in series between different brushes of like sign. In the given position, these groups would be 5-62, 
51-40, and 29-18 at the positive brushes, and 63-52, 41-30, and 17-6 at the negative brushes. The cirenits 
through the armature would be the same, with the exception that the lus short-cirenited by the negative 





brushes would now disappear from the list. These six conductors, 6, 17, 68, 52, 41, 50, have been underlined in — 


the table, and are marked on the diagram by small circles. 


‘ 
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Fig. 44 
TWO CIRCUIT, SINGLE WINDING, 
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In Fig. 44 is given a diagram for a two-circuit, six-pole 
armature. The back-end pitch is y=7, and the front-end 
pitch is y=9. Therefore the average pitch is y=8. 


C=nyt2=6 x &4+t2=246 or 50. 


Fifty conductors are taken. As in the preceding dia- 
gram, only the six conductors without arrow-heads are 
short-cirenited when the two full-line brushes alone are 
active. But when all six brushes bear on the commutator, 
the conductors designated by small circles are also short- 
cirenited, 
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TWO-CIRCUIT WINDINGS WITH CROSS-CONNECTED COMMUTATORS. 


Figures 45, 46, 47, and 48 are illustrative of a class of two-cireuit windings that possess 
the distinctive feature that the number of coils may bear a relation to the number of poles 
not possible with the other two-circnit windings described. An examination of the dia- 
grams will show that the different coils of a winding may be subdivided in groups, each 
group having either as many coils as there are pairs of poles, or half as many, these 
different groups being connected in series by a cross-connected commutator. 

Figure 45 is an example of this class. As will be seen, it consists of an cight-pole 
drum armature, with fifty-six conductors connected up as a two-circnit, single winding. 

The underlying principle is best understood by noting one “element” of the winding, 
such as the eight polar conductors drawn with very heavy lines. It starts from a certain 
commutator segment, and after proceeding under each of the eight pole picces, it returns 
to the adjacent segment, It should be further observed that, unlike the heretofore 
described two-cirenit drnm armatures, the conductors of this element are separated from 
each other by au angular (listance equal exactly to 442=45°, instead of, as in the ordinary 
two-cirenit drum windings, being separated by an angular distance a little greater or less 
than this. 

C=56, n=&8, y (the “ piteh”)=4A=7, 


It should be particularly noted that, with this winding, a number of conductors is nsed 
which is an exact multiple of the number of poles. This, of course, is not possible with 
the ordinary two-cireuit drum windings, which are controlled by the formula — 


C=ny + 2. 


As will be seen from the diagram, this winding requires cross-connection of the com- 
mutator, but in many machines this disadvantage might be offset by the fact that, owing 
to the symmetrical arrangement of the conductors with reference to the pole picees, the 
objectionable * selective commutation ” of the ordinary type would probably be avoided. 


To return to a study of the diagram, it will be seen that there are e =F=1 sets of 


“elements”’ exactly the same as that above described, except that each is located at an 
angular distance of 2¢° from the preceding one. To facilitate comprehension of the 
diagram, these seven “elements” have been drawn in with different styles of lines, and 
are readily distinguishable, 

It is therefore obvious that, if it were not for the commutator cross-connections, the 
winding would consist of seven sets of eight conductors each, and that each such set has 
its two terminals at a pair of adjacent segments, These individual coils are put in the 
proper series relation between brushes by the commutator cross-connection. The 
resultant design is perfectly symmetrical, 
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TWO-CIRCUIT, SINGLE-WOUND, DRUM ARMATURES. 


Figure 46 differs only in having forty-cight conductors, 
with the neeessary consequence that, the piteh being even 
(4£=6), it has to be different at the front and back. It is 
seven at the commutator end, and five at the other end. 
This slight irregularity makes the wording of the deseription 
of Fig. 45 not absolutely applicable to this diagram, the chief 
difference being that, although every pair of successive con- 
ductors are exaetly similarly located with respect to a pair 
of poles as every other pair, the same cannot be said of every 
individual conduetor of an element, the distance between 
them being snocessively greater and less than (494°), 
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Figure 47 represents a two-circuit single-winding, identi- 
cal with Fig. 45, except that the connecting leads at the 
front end are twice as long. 

This is used in some “form” windings, where the two 
ends of a coil are brought out in front at a point half-way 
between the two slots holding the wires of a coil. The long 
front connections would never be used in bar windings, 
where each face conductor of the diagram represents only 
one conductor, for it would be a waste of copper. Short 
leads such as those of Fig. 45 would, for such bar windings, 
always be used. 

An “element” of the winding may be readily seen from 
the heavy lining in the diagram. 

Windings of same type as Fig. 47 could be made corre- 
sponding to Fig, 46, as well as to Fig. 45. In fact, the 
underlying principle of this winding is identical with that of 
the type illustrated by Figs. 45 and 46. 
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TWO-CIRCUIT, SINGLE-WOUND, DRUM ARMATURES. 


Figure 48 represents a two-cirenit single winding for an 
eight-pole machine, in whieh four conductors constitute an 
element. The number of conductors is here taken to be 
fifty-two. There are therefore 52 =13 elements. It is a 
condition of this winding that the number of clements must 
be an odd number. From this it follows that the total 
number of conduetors cannot be a multiple of the number 
of poles, 

‘Tt serves, therefore, for numbers of conductors with 
which the Avzanaeny described winding (where C is a 
le of x) could not be used. It probably, however, 
would not be so well balanced as in the case where (is a 
multiple of x. The commutator requires cross-connecting, 

as shown in the diagram. The eross-connections at the front 
end are of ‘twice the usual length. 
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Figure 49 represents a walling devised wren ast 
Jessen the depth of the end windings of wire wound ar 


tures. 


thirty-five saan slots, each 
dnetors. For the . of clearness only these 


shown, and no dithentiey will $s + toed in comp wag 
winding, by continuing on through the ining egme 
This method is, of course, only suitable for wire- round 
armatures and like most such wire - windings, it it is difficult te 
repair. 
It is to be noted that these armatures, which oe een 
quite extensively used, were completely er ing 
no slot opening. 
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Fig. 50 
TWO CIRCUIT, SINGLE WINDING, 


CHAPTER IX. 
INTERPOLATED COMMUTATOR SEGMENTS. 


Ix Fig. 50 is given a two-cireuit single winding, n=6, y=15, Cany+2=0 x 1542=76 or 80. Eighty 
conductors have heen taken. This would naturally give forty commutator segments. Sappose speed, strength 
of ticld, and active length of conductors to be of snch magnitudes as to generate one volt per conductor, 


woe $4 active 


Noting that, as shown in the figure, twelve conduetors are short-circuited, there will be 
conductors in series between brushes. ‘Therefore the total E.M.I’, will be 54 volts. There would be (before 


interpolating) a 





‘= 5.67 segments between every two neutral points of the commutator. Therefore there 
would be a =f op between every two adjacent segments. 

Suppose this to be higher than is desired. It might then be proposed to double the number of segments 
hy the method of cross-conneeting shown in Fig. 50. This will increase the nunber of segments to eighty. 
Following the circuit through from the negative to the positive brush, the conductors have been labeled 1 volt, 
2 volts, 3 volts, ete., adding one volt for each conductor, ‘Taking the potential of the negative brush as zero, 
Uiis gives the potential of each conductor. Following down from each conduetor to its attached segments, 
they have been numbered in 4 corresponding manner; thus the four segments connected to the two bars at 
20 volts potential have been marked 20, ete. 

Ay examination of the figure will now make it apparent that proceeding from the neutral points (at zero 
potential) the valtage inereases alternately by two and by four volts per segment, the average being three 
volts per segment. Therefore, althongh the average volts per segment have been decreased to one-half of 
what they were for forty segments, half of the segments have between them only one-third, and the remainder, 
two-thirds, of the original volts per segment  Theretore, for a six-pole armature, the volts per segment cannot 
Iw halved by interpolation, And in order to reduce them to one-third throughout, it is not snfiicient to eross- 
connect as shown in the figure, but it is necessary to triple the natural number of segments and cross-connect 
every three corresponding segments. ‘This would be far from simple. 
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A fairly large number of conductors was taken in Fig. 50, im order to 
give a thorough explanation of the principles involved in interpolating 
seginents. The further study of the subject can, however, be more satis- 
factorily carried on with small numbers of conductors, 

In Fig. 51 is shown another two-circuit, single winding, with n=6, y=7, 
C=ny+2=6x742=40 or44. Forty-four conductors are taken. Without 
interpolation, twenty-two segments would be used. Here 3x 22=66 seg- 
ments are used, This is arrived at by connecting together every three 
corresponding commutator segments. 

If, as in the preceding figure, only two segments had been cross-con- 
neeted, the connections shown by the full lines would have sufficed. Cross- 
connecting every three corresponding segments involved the addition of the 
dotted line connections. This, as the diagram shows, doubles the total 
number of commutator cross-connections, and is therefore mechanically 
objectionable, 

But the volts between bars are now everywhere equal instead of being 
alternately Vand 2V as in Fig. 50. This may be seen by an examination 
of the numbers on the conductors and segments, which have been arranged 
according to the conventional method described. 

Thus, proceeding from the segments under the negative brush, the 
voltage would increase regularly by two volts per segment up to the positive 
brush, so that whereas, in the former cases, the order was 2, 4, 8, 10, 14, 16, 
etc., it is now 2, 4, 6, 8, 10, 12, 14, 16, ete, 
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Fig. 5 
TWO CIRCUIT, SINGLE WINDING. 
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In Fig. 52 is given the diagram of a two-circuit, single- 

wound, eight-pole armature with forty-two conductors. 

Ca=nyt2; 8x54+2—_42. It is given to show that, with 

even numbers of pairs of poles, the number of commutator 

bars may be doubled by interpolation, and that the result 

will be to halve the volts between every two segmedts in- 

stead of producing the unsymmetrieal result observed in thie 
case of an odd number of pairs of poles, 

An examination of Vig, 52 will show that commutator 

segments I80° apart are eross-eonnected. The scheme of 

“studying the relative potential of conductors and commu- 

tator segments is the same as that used in the case of the 

two preceding figures, and can be followed through without 

trouble, Some confusion may result from the fact that 

owing to the small number of conductors taken, the length 

of the two eireuits through the armature are quite unequal, 

one path consisting of twelve conductors, and the other of 

fourteen. As the positive neutral points where these two 

paths ineet must be at the same potential, all the segments at 

these positions have been indicated as being at a potential 

ar * of fourteen volts, so that the sequence of figures giving the 

potentials of the segments is, in four of the eight cases, 0, 4, 

8, 12, 14; inereasing regularly by four volts until the very 
end, where the inerease is but two volts. 

In the other four cases, for the same reason, the sequence 
is 0, 2, 6, 10, 14, showing the irregularity at the negative 
neutral points. .With the large mumber of conductors used 
in practice no misunderstanding would result. 
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followed in mapping out the relative poten 
parts, no further explanations will wae 
; . | %. = » 
= - gl ht is ee 
et ell 


= <—_ 2 af OF 
° _ « Fine 
| r a | 
i 4 Fae 
am 7 
* 






With an even number of pairs of miss 
to be confined to using only twice the nat 
eight-pole winding as in Fig. 62, with te 
eighty-four segments are used instead of | sae two 
natural number of segments would be Swenky-aets 

As the conventions used in the previous 


— : MPI he op ads ee 
CD Li LOD BO NII aM OI A ae 
i Pp ot ¥ s Oe a . p ; 

Pe, 2 ee - zs 
¢ 7 , a la Pe : ‘ 
> “ - Me ae 
* ; r 


Sik eM 


EGR 
Lie 


oe 






hy 


" 
I | 
ad 


uy 
ia 
lh | 
1] 





It ' 


_N 
A 


/} 


é 
oN 
ae 





73 


SA 







Oh 










XN 
Ps 






1) 









SS. 
ae 
Zoe 


A 


cM 


cat 
ar 
le 
nat 


SEN 






























Lp 









== 

















A 


= 








fl 
2S 





(am 
Zig 
es 


[Lp 





aT 


Hi / Z \ 
TASS 


Ay, 
ras 
eee 


ZS, 











‘ os a » r vs i Z " 
ere 7 "i 
7 % . > - : 
] ye <>. - s é 
1/ oS ‘ i - » ' 
*- a ree Y ’ to 
a ‘es 7 7 . iz i 
. <i 
rs 










Fig. 53 , “a> na ae bE 
TWO CIRCUIT, SINGLE WINDING. UNIVERS’ 
4p OF as tf 


CHAPTER X. 
TWO-CIRCUIT, MULTIPLE-WOUND, DRUM ARMATURES. 


THE next class is that of the two-circuit, multiple-wound, drum armature, 
The general formula is: — Cany + 2m, 
where C’= number of face concduetors, 

n = number of poles, 

y = average piteh, 

m = number of windings. 


The “m” windings will consist of a nnuber of independently re-entrant windings, equal to the greatest 


common factor of “*y" and “mw.” Therefore, where it is desired that the “m™” windings shall combine to 


forin one re-entrant system, it will be necessary that the greatest common factor of “y” and “m” be made 


equal to 1. 
Also, when “y” is an even integer, the piteh must be taken alternately as (y—1) and (4-1). 


In Fig. 54 is reproduced a winding described by E. Arnold (* Die Ankerwieklungen der Gleiehstrom- 
Dynamomaschinen,” p. 70, Fig. 80), and by Dr. Kittler (+ Handbuch der Elektrotechnik,” 2d ed., p. 535, 


Vig. 405, 6). It is classified by them as a four-cirenit, single winding. They show fonr narrow brushes, 


aud point out that the winding has the peculiarities that, in connecting up, the pitch is always taken forward, 
and that the short-cireniting of a coil occurs between opposite brushes of like polarity, instead of entirely at 
one brush, as is usually the case. They give no further instances of the application of this winding, except 
that Herr Arnold proposes for it the formula: — 

C=on(y +1), 


; | 
and adds that if : and “y” have a common factor, a singly re-entrant winding is not obtained, several inde- 


pendently re-entrant windings being the result. He follows this statement with a diagram having 


('=28, n=4, and y=6. [28=4(6+1)], 


which gives two independently re entrant windings, and shows, as before, four points of commutation. 
Retnrning to a consideration of Fig. 54, it may be seen that at the given position, conductors 5-12 and 
21-28 are short circuited at the negative brushes, and 15-20 and 29-4 at the positive. 
The circuits through the armature are, — 
{ 3-10-17-24-31- 
— 130-23-16- 9- 2-27. 4 


(14- 7-32-25-18-11 + 
a 19-26- 1- 8-15-22 ' 
114 
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TWO CIRCUIT, DOUBLE WINDING. _ 
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TWO-CIRCUIT, MULTIPLE-WOUND, DRUM ARMATURES. 


” 

Now in Fig. 55 will be found the very same winding as in Fig. 54, with the excep- 
tion that two wide brushes are shown instead of four narrow ones. Short-cireuiting of 
a coll now necessarily occurs at one brush, and a study of the winding shows that it is 
one of the singly re-entrant multiple-wound type, this particular one being a two-circuit, 
singly re-entrant, double winding. 

At the position shown, conductors T-14-21-28 are short-circuited at the negative 
brush, and 15-22-24 at the positive. The cireuits through the armature are :— 


\ 





3-10-1T-2i-1- 6 
30-23-16— 9- 2-27~20-15 
—_> — ~~ — 
J2-25-18-11 


§-12-19-26- 1-8 





It will be seen that, owing to the very small number of conductors, the winding is 
extremely irregular, but it will not be difficult to perceive that the nature of the course 
taken by the current through the armature remains essentially unaltered from that of 
Fig. 54, consisting, as there, of four paths with an average of six conductors in series per 
path. The current, however, enters the armature from one wide brush, which always 


spans more than one segment, and departs from a similar wide brush (=) removed. 


But in the former case (Fig. 54), it entered two of the paths by one narrow negative 


brush, and the other two by another, situated 360 distant. 


9 

It appears, therefore, conclusive that Fig. 54 is in all essential respects identical with 
a two-cirenit, singly re-entrant, double winding, but this was probably not perceived by 
the above-mentioned authors: otherwise they would undoubtedly have extended the prin- 
ciple to higher orders of multiples and other numbers of poles. An eight-pole, two-cirenit, 
singly re-entrant, triple winding (which would, of conrse, follow six paths through the 
conductors of the armature) would prehably not have been considered possible, their con- 
ception of the winding apparently being that it was a multiple winding with as many 
paths through the conductors of the armature as the machine had poles. The formula 
and rules enunciated in this investigation follow naturally from the trne conception of this 
winding, whereas the formula and condition stated by Herr Arnold may be seen, by a few 
attempts to apply it, to be entirely inadequate for the purpose of obtaining the necessary 
data for constructing such windings. 


11i 
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The two preceding figures (54 and 55) were given for the purpose of showing in how far the two-cireuit, 
multiple windings have been understood in the past. ‘The numbers of econduetors were, however, entirely 
inadequate to fully illustrate the nature of the windings. 

As this class promises to have a somewhat wide application, it is proposed to give 4 good many examples, 
selecting for the purpose various values of “C,” “n,” “y” and “im,” and briefly analyzing each case on the 
basis of the rules given on page 114. 

The symbolical representations heretofore used will be continued, thus :— 


© will represent a singly re-entrant single winding, 
© will represent a singly re-entrant double winding, 
OO © will represent a doubly re-entrant double winding, 
G) will represent a singly re-entrant triple winding, 
OOO will represent a triply re-entrant triple winding, 
will represent a singly re-entrant quadruple winding, 
@@ will represent a doubly re-entrant quadruple winding, 
OOOO will represent a quadruply re-entrant quadruple winding, 


According to the above nomenclature, Fig. 40 would be « six-eirenit, singly re-entrant, double winding 
[OQ]; Fig. 37 would be a six-cireuit, singly re-entrant, triple winding [@q]; and Fig. 38 a four-cireuit, 
doubly re-entrant, quadruple winding [@@]. The use of the middle expression, “singly, doubly, ete.. 
re-entrant,” is unavoidable for absolute definiteness, but it will in most eases be sufficiently definite to speak, 


for example, of a *six-eircuit, triple winding” and a “ two-cireuit, quadruple winding,” where absolute exact~ 
ness would require them to be spoken of respectively as a “six-cireuit, singly re-entrant, triple winding” and 


a “two-circuit, doubly re-entrant, quadruple winding.” 


Figure 56 is a four-pole, two-cireuit, singly re-entrant, triple winding. It is represented symbolically 
thus: Go). w=4, and m=3. In order that it should be singly re-entrant, it was necessary for the 
greatest common factor of “m” and “y" to be 1. Therefore “y” was taken equal to 16. 


C=ny+2m=4x1b4+2xd=48 or 70, 


Seventy conductors have been taken, and “y” is alternately 15 and 17, it being, of course, impossible 
to use 1b. 

In the position shown, the conductors without arrowheads are short-circuited, and the eireuits through 
the armature are :— 


65-48-33-16- 1-4-39-22-___—_—_—— 
63-46-31-14-09-52-37-20- 5-58-43-26 

—> —| -_— 
10-27-42-H9-— 4-21-36-5.3-68-15———— 
—~25-40-57— 2-19-34-51-06-14—— 
6-23-38-55-70-17-3249-64-1 1 


| 67-WI-35-18— 3-)6-41-24 
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TWO CIRCUIT, TRIPLE WINDING. 





Fig. 57 
TWO CIRCUIT, TRIPLE WINDING. 
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Figure 57 is a four-pole, two-circuit, triply re-entrant, 
triple winding. It would be represented symbolically as 
OOO. n=4,and m=3. In order that it should be triply 
re-entrant, it was necessary for the greatest common factor 
of “m” and “y” to be 3. Therefore * y” was taken equal 
to 15. 

Ca=nyt2m=4x 1542 x 3=54 or 66. 
Sixty-six conductors have been taken. The three inde- 
pendently re-entrant windings have been shown by three 
different styles of lines. 

In the position shown, the conductors without arrow- 
heads are short-circuited, and the circuits through the 
armature are: — ; 

63-48-33-18- 3-54-30-24—____—— 


61-46-31-16- 1-52-37-22-—_____—_ 
59—14 29-14-65 --35-20— 5-5 41-26 


10-25-40-55- 4-19-H 49-41-13 ——_ 
8-23-38-53- 2-17-32-47-62-11 —_—_ 
6-21-36-51+06-15-30-45-60- 9-——— _} 
It is interesting to compare this winding and table with 
the preceding, and to notice how very slightly they differ. 
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Figure 58 is a six-pole, two-creuit, 
double winding. It would be rm 
as @. n=6, and m=2. 

In order that it should be singly re-entrant it 
sury for the greatest common factor of *m” at 
Therefore “y” was taken equal to9, 


C=anyt2m=6 xOsixtait on 
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Fig. 59 
TWO CIRCUIT, DOUBLE WINDING. 
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Figure 59 is a six-pole, two-cirenit, doubly re-entrant, 
double winding, the symbolical representation being © O. 
n=6,andl m=2. In order that it should be doubly re- 
entrant, it was necessary for the greatest common factor of 
“m” and “y" to be 2. Therefore “y"” was taken equal 
to 8. 

Cony + 2m=6x%8+ 2x 2=44 or 52. 


Fifty-two conductors have been taken, and “y” is alter- 
nately 7 and 9, it being, of course, impossible to use y=s. 

In the position shown, the conduetors without arrow- 
heads are short-circuited, and the cireuits through the 
armature are :— 


51-44-35-28-19-12 


49-42-33-26-17-10— 1-46-37-30-21-14 + 
6-13-22-29-38-45-— 2- 9-18-25-3441-00- 5 
4-11-20-27-3(6-45-02-— 7 —_______ 





As frequently remarked in connection with other dia- 
grams having small numbers of conductors, the very unequal 
lengths of the different paths through the armature is 
entirely caused by this choice of a small number of con- 
duetors, and would, to a large extent, disappear with all 
practicable numbers of conductors. 

The two independently re-entrant windings are drawn 
respectively with full and with dotted lines. 
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Figure 60 is a six-pole, two-circuit, triply re-entrant, triple 
winding, It would be represented symbolically as O O O. 
n=6,and m=3. In order that it should be triply re-entrant, 
it was necessary for the greatest common factor of “m” and 
“y” to be 3. Therefore “y” was taken equal to 9. 


C=nyt2m=6 x 9+2x3=—48 or 60. 


Sixty conductors have been taken. 
The three independently re-entrant windings have been 
represented by three different styles of lines. 
In the position shown, the circuits through the armature 
are :— 
oto] 32-23] 4 _____________ 


DFAS -2 1 - 12. -_———— 
55-46-37-28-19-10- 1-52-43-34-25-16 


6-15-24-83-42-61-60- 9 ——_— 
4-13-22-31-40-49-58- 7 
2-11-20-29-88-47-56- 5 


™ 





Fig. GO 
TWO CIRCUIT, TRIPLE WINDING. 
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Figure 61 is a six-pole, two-circuit, singly re-entrant, 
triple winding. It may be symbolically expressed as (@g). 
n=(, and m=3, In order that it should be singly re- 
entrant, it was necessary for the greatest common factor of 
“m” and “y” to be 1. Therefore “y" was taken equal to 8, 


CU=ny+2m=6x8+2 x 3—_42 or 54. 


Fifty-four conductors have been taken, “y” is alter- 
nately 7 and 9, as it would, of course, be impossible to let 
yak. ‘ 

In the position shown, the circuits through the armature 
are: — 


53-46-37 -30-21 -14——__—____—__—__ 
51 Pp —_________- 
49-42-33-26-17-10- 1AS-~39-32-25-16 

— — 
8-15-24-3140-47- 2-9-——_ 
6-15-22-29-38-15 4-7 ——_—§ 
4-11-20-27-3643-52-3——__—_ | 
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Figure 62 is a six-pole, two circuit, triply re-entrant, 
triple winding. It would be represented symbolically as 
OOO. n=6,m=3. In order that it should be triply re- 
entrant, it was necessary for the greatest common factor of 
“y”" and “m” to be 3. Therefore “y" was taken equal 


to 12. 
C=nyt2 m=6x12+2 x 3=66 or T8. 


Seventy-eight conductors have been taken, and “y”™ is 
alternately 11 and 15, as it would not be possible to let 
a "am 12, 

The three independently re entrant windings have been 
represented by three different styles of lines. 

In the position shown, the short-circuited conductors are 
those without arrow-heads, The cireuits through the arma- 
ture are ;— 





7h-GA-51A0-27-16— 3-70-57 46-83-22 
73-62-49-38-25-14— 1-68-55~44-31-20-—_ 
71-f0-47-36-23-12-77-66-53-42-29-4 8 —— 
10-21-34—-45-58-09- 4-15-28-39-52-63-76-9 
$-19-32-43-56-G7- 2-13-26-37-50-G1-74-7 
6-17-30—41-J4-05-78-11 





Fig.62 
TWO CIRCUIT, TRIPLE WINDING. 





Fig.63 
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Figure 63 is a six-pole, two-circuit, singly re-entrant, 
quadruple winding. Symbolically = @99). »=6, and m=4. 
In order that it should be singly re-entrant, it was necessary 
for the greatest common factor of “y" and “m” to be 1. 
Therefore “y” was taken equal to 7, 


=nyt2 m=6xTt2 x4=S4 or 50. 


Fifty conductors have been taken, 
In the position shown, the circuits through the armature 


are:;— 
aes 
muse eee) A. 
oS 
45-38-31-24-17-10- 3-16-99-32 
—> +_— 


8-15-22-20-36-43-80- 7-14-21 
6-13-20-27-4-41-48- 5-12-19 
‘ate ee 


2- 16-23-——__ —_ —___ 
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Fig. 64, 
TWO CIRCUIT QUADRUPLE WINDING. 
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Fig. 65 
TWO CIRCUIT, QUADRUPLE WINDING. 
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Figure 65 is a six-pole, two-circuit, doubly re-entrant, 
quulruple winding. It would be represented symbolically 
ws@@. n=6, and m=4. In order that it should be doubly 
re-entrant, it was neeessary for the greatest common factor 
of *y” and “m” to be 2. Therefore “y” was taken equal 
to 10. 

Cmnyt2 mab x 1042 x4=52 or 68. 

Sixty-eight conductors have been chosen. “y” is alter- 
nately 9 und 11, beeause its average value, being even, could 
not be used. 

The two independently re-entrant windings have been 
represented respeetively by light and by heavy lines. 

In the position shown, the circuits through the armature 
are: — 

7-584 7-38 ——-____——_—_—__ 
638-54-4.3-34-23-14- 3-62-5142 


655645-36-25-16— 5444-53-44 


61-§2-41-$2-21-12- 1-60-4940 
10-19-30-59-099-— 2-11-22-51 
6-15-2635 -46-55-4i— 7-18-27 


8-17-28-37-18-57-68-— 9-20-29 
4-13-24... —_—__—____—_—. 
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Figure 66 is a six-pole, two-cireuit, quadruply re-entrant, 
quadruple winding (OOOO). n=6, and m=4. In 
order that it should be quadruply re-entrant, it was neces- 
sary that the greatest common factor of “y” and ‘m”™ 
should be 4. Therefore “y” was taken equal to 12. 


C=nyt2 m=6x 1242 x4=64 or 80. 


Eighty conductors have been taken. “y”™ is alternately 
11 and 13, its average value being even. 

The four independently re-entrant windings have been 
represented by four varieties of lines. 

In the position shown, the circuits through the armature 
are: — 


77-66-63-42-29-18- 5-74-6150 
75-G4-51-40-27-16- 3-72-5048 
73-62-49-38-25-14— 1-70-5746 
71-60-47-36-23-12-79-68-5544 


10-21-HM-15-58-9-— 2-13-26-37 
S-19-324.5--67 80-1 1-24-35 
6-17-0-41-4-5-T8— 9-22-33, 
4-15-28-39-52-03-76- 7-20-31 


[CHAP. Xx. 








Fig. 67 
TWO CIRCUIT, QUADRUPLE WINDING. 
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Figure 67 is a six-pole, two-cireuit, quadruply re-entrant, 
quadruple winding. It would be represented symbolically 
wsOQOOQOO0. n=b, and m=4. In order that it should be 
qualruply re-entrant, it was necessary that the greatest 
common factor of “y” and “m” should be 4. Therefore 
“y” was taken equal to 16. 


C=ny +2m=6x1642x4=88 or 104. 


One hundred and four conductors have been taken. “9” 
is 17 at the front end, and 15 at the back end, thus aver- 
aging 16. 

The four independently re-entrant windings have been 
represented by four different styles of lines. 

In the position shown, the circuits through the armature 
are :— 


40-4-17— 2-80-T4-5T-42-25-— 10 
47-32-15-L04-87-72-55-40-23-_ 8 
$5-80-13-102-85-70-53-38-21- 6 ————_—_______— 
43-28—11-100-83-68-51-36-19-  4-91-76-5044-27-12 | 


64-79-96-  7-24-59-56-71-88- 1035-16-31 AS—-63-80-95 

62-T7-94-— 6-22-37 4-69-8101 

G-T5-02-  3-20-35-52-HT-S4- 9 —__________ 
73-9- 1-18-33-00-45-82-_ 97 





ARMATURE WINDINGS OF ELECTRIC MACHINES. 


Figure 68 differs from Fig. 67 in the use of the negative 
instead of the positive sign in the formula. It is given to 
emphasize the fact that this has no influence on the type of 
winding. It requires, however, a greater length of copper 
for a given number of conductors. Like Fig. 67, it is a 
six-pole, two-cireuit, quadruply re-entrant, quadruple wind- 
ing.’ It would be represented symbolically as O O O O. 
n=6,and m=4. In order that it should be quadruply re- 
entrant, it was necessary for the greatest common factor of 
“y” and “m" to be 4. Therefore “y"” was taken equal 


to 16. 
C=ny+2m=6x16+2x4=88 or 104. 


Eighty-eight conductors have been taken, “y” is 17 at 
the front, and 15 at the back end. 
The four independently re-entrant windings have been 
represented by different kinds of lines. 
In the position shown, the cireuits through the armature 
are: — 
| i8-73- 2-17-H-410-16-S1 
566-71-88- 1-32 47-64-79———__—_—_—_——— 
oA4-69-36 - 133015629 —A_—_|—§¥_ 
52-67-84-11-28-43-60-75— 4-19-36-51-68-83]  » 
33-18- 1-74-57 42-25-10——_o ——— 
35-20- 3-76-59 44-27-12 __________ 
37-22- 5-78-61-46-29-14A—_—_———— 
$9-24— 7-B048-+48-31-16-87-72-H5-4UL-2- 8 
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The next four diagrams (Figs. 69, 70,71, 72) form a group of sextuple windings. It is thought that 
an examination of this group will bring out very elearly the method of applying and the interpretation of 
the rules concerning two-cireuit, multiple windings. The following table will be of assistance in studying 
them :— 











Name of Winding. Symbol, 
Two-circnit, triply re-cntrant, sextuple winding. OO® 
Twovircuit, doubly re-entrant, scxtuple winding. (oo) (0) 
Two-ircuit, singly reentrant, sextuple winding, 





Two-ircuit, sextuply reentrant, sextuple winding | OQOQOQO0OO0 








Figure 69 is a six-pole, two-cireuit, triply re-entrant, sextuple winding. It would be symbolically repre- 
sented ws @O@@. x=ti, ant m=6. In order that it should be triply re-entrant, it was necessary that the 
greatest common factor of “m” and “y” should be 3.- Therefore “y” was taken equal to 9. 


Osny+2m=6x 942 x6=42 or 66. 


Sixty-six conductors were taken. The three independently re-entrant windings have been represented 
respectively by light, heavy, and broken lines. 
In the position shown, the circuits through the armature are: — 


59-H0-A1-32-23-14- 6-62-53-441 
61-$2-13-34———_________ ___ FoRA > 
63-5416 —_______ rig 'on = r z 
65647 —38— —___— 
es oe 


5-142 


"| 66- 9-18-27 
210 ae 
AR ah 
iON SS 
Wider eee a a 
10-19-28-37-46-05-64— 7-16-25 
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sextuple winding. It would be represented symbolic 
QD @D. n=6, and m=6. tn oriee ak 
doubly ee ee ae 
mon factor of “m” and “y” duanis le 
was taken equal to 10. 


Cony +2m=6x10 2 2xGaK8 or 







tively by full and dotted lines. 


are:— 








Fig. 71 
TWO CIRCUIT, SEXTUPLB WINDING. 
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Figure 71 is a six-pole, two-circuit, singly re-entrant, 
sextuple winding. It would be represeuted symbolically 
as n=O, and m=, In order that it should be 
singly re-entrant, it was necessary that the greatest common 
fuetor of “m” and “y” should be 1. Therefore “y” was 
taken equal to 11, 


C=ny+2me6x11 42x 6=54 or 78. 


Seventy-eight conductors have been chosen. 


In the given position, the cirenits through the armature 
are :— 
HO8-AT—6-25-1 4- 3-70-5948 
71-60-49-38-27-16— 5-72-61-50 
Sa a A errr 
Ti Ht-fis42—— 
T7-66-5544—_—_—_—_———___ 
YR EFT mah 


12-23-34-45--[16-67 -78-11-22-33 
10-21-32-43-D4-45-76- 9-20-31 
S- Pe $] ——__ 
O-17-28-39.—-— ______ __ 
4-15-2637 
2-be-2 tb 
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Figure 72 is a six-pole, two-cireuit, sextuply re-entrant, 


sextuple winding. It would be represented symbolically as 


OOOOOO. n=6,and m=6. In order that it should 
be sextuply re-entrant, it was necessary that the greatest 
common factor of “m”™ and “y” should be 6. Therefore 
“y” was taken equal to 12. 


Cany + 2m=6 x 12 + 2 x 6=60 or 84. 


Eighty-four conductors have been taken. 


The six independently re-entrant windings are repre- 
sented respectively by different styles of lines. “y,” of 
course, is taken alternately 11 and 13. 


In the given position, the circuits through the armature — 


are: — 


73-62-49-88-25-14— 1-74—61-50 ) - 
75-64-51-40-27-16- 3-76-63-52 

















Fig..72 
TWO CIRCUIT, SEXTUPLE WINDING, 
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Figure 73 is an eight-pole, two-cireuit, doubly re-entrant, double winding. 
It would be represented symbolically as QO. n=8, and m=2. In order 
that it should be doubly re-entrant, it was necessary that the greatest com- 
mon factor of “m” and “y” should be 2. Therefore “y” was taken equal 


to 10, 
C=ny+2m=8x1042x2=76 or 84. 

Eighty-four conductors have been taken. 

The two independently re-eutrant windings are represented respectively 
by full and dotted lines. “y” is taken alternately 11 and 9, the average 
pitch being 10. 

In the given position, the circuits through the armature are: — 


8-17-28-37 AS-57-68-T7T- 4-13-24-33—-H-53-04-73-84-— 9-20-29-40-19-)-09 
15-26-35 AbD) 46-7 5-— 2-11-2231 42-91 462-71 ——_| ——ccqcr 


$1-72-61-52-41-32-21-12- 1-76-65-6-45-36-2-16—_ 5-80 
79-70-59-50-39-30-19-10-83-7 1-63-A-3-SA-25-1 LST —_——— 








Cany+2m=8x 11+2x2=84 or 92, 


Eighty-four conductors have been taken just as in the preceding figure. 
In the given position, the circuits through the armature are; — 


8-19-30-41-52-63-74- 1-12-23-34-45-56-67 
6-17-28-30-50-61-72-83-10-21-32 43 54-65-76- $-14-25-36-47-58-69___ s 


81-70-59-48-37-26-15- 4-77-66-55—-44-33-22-11-84-73-62-51-40-20-18- 7-80 + 
79-68-57 -46-35-24-13- 2-75-64-53-42-31-20- 9-82 -——______ | 
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TWO CIRCUIT, DOUBLE WINDING. 
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Figure 74 was obtained by using the negative sign in the 


formula — 
Camny + 2m. 


This is, as has been pointed out, rather wastefal of 
copper, and was only done to demonstrate the fact that in 
certain cases with a given number of conductors, either a 
singly or a doubly re-entrant, double winding may be used. 

In Fig. 75, the positive sign was used. It will, however, 
not be necessary to analyze it, it not being materially dif- 
ferent from Fig. T4. 


Numerous interesting dedactions concerning twwo-cireuit, 
multiple-wound, drum armatures may be made from the 
data contamed in the tables in Chapter XVIII. 


CHAPTER XI. 
THE SAYERS WINDING, 


THE armature coils of dynamos have, in addition to their function of establishing the electromotive force 
required external to the armature, the funetion of setting up in the are of commutation an electromotive force 
to reverse the current in them as they successively pass the collecting brushes (by are of commutation is meant 
the are in which the current in the armature coils is reversed, the extent of this are being determined by the 
length of the are of contact of the collecting brushes). In the ordinary methods of armature winding the 
electromotive force for reversing the current in the coils is obtained by giving the collecting brushes an angular 
lead, the amount of which depends upon the distribution of the magnetic flux in the air gap, the coeflicient of 
self-induction of the armature coils when in the arc of comniutation, and the rate of change of the eurrent in 
the coils, while the current is being reversed. In generators this angular lead is in such direction that the 
magnetomotive force of the armature is opposed to the magnetomotive force of the field magnets to an extent 
proportional te the angle of lead, in consequence of which the reversing field becomes of diminished intensity 
for an inerease of current in the armature, when it needs to be inereased., 

Mr. Sayers, of Glasgow, has patented a winding in which the commmtation of the current in the main 
armature coils is effected by an additional set of coils which may be termed commutating coils. These coils 
are applicable to any form of armature winding suitable for commutating machines. One of these coils is 
connected between each commutator bar and the connections joining the main armature coils in series with 
each other. These commutating coils are located on the periphery of the armature in such a position with 
respect to the main coils that the magnetomotive force of the main coils tends with increasing current to 
increase the flux through them, and farther so that the magnetomotive foree of the armature acts with the 
magnetomotive force of the fleld magnets instead of against it as in ordinary dynamos. It is possible, there- 
fore, through a certain range of output to sparklessly operate a generator af constant voltage without changing 
the lead of the brushes or the excitation of the field magnets. It may be noted that when one of the maim 
coils is short-cireuited by the collecting brushes it is through two of these commutating coils, and the electro- 
motive force from these coils effective for reversing the current in the main eoil is the excess of the eleetro- 
motive force generated in the leading coil over that in the following coil. The position, then, of the reversing 
field, if effective, is fixed as to angular extent between very narrow limits, It does not appear to the writers 
that the reversing ficld can be so localized for great changes of current in the armature as one might infer 
from reading the diseussion of Mr. Sayers’ paper at the Institution of Electrical Engineers. (See Vol. XXII, 
pages 377-441, Journal Ins. Elect. Engrs., London). Within certain limits, however, it appears that the 
magnetomotive force of the armature may be utilized in creating proper strength of reversing field, 

This method, as applied to a bi-polar drum winding, is illustrated in Fig. 76. It will he seen to consist of 


a regular drum winding, with the difference that the connections from the winding to the commutator segments, 
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instead of consisting of short leads, consist of auxiliary force conductors which pass from the winding, back- 
want, a short distance against the direction of rotation, and then parallel to the regular face conductors to the 
back of the armature. The conductor then passes forward in the direction of rotation, and again crossing the 
armature, is carried to the commutator segment. 

In the diagram, the current in the eoil A® has just been reversed. The coil A! is, by the two adjacent 
commutator segments under the brush, short-circuited while its main conductors are still moving through 
intense fields, tending to maintain the current in its original direction. But this short cireuit contains, in 
series with the main coil, the two connections to the commutator segments, both of which are so linked with 
the magnetic flux from the pole piece, that electromotive forees are induced. Of the electromotive forces 
induced in the two commutator loops, that in the loop drawn in the figure is added to that of the short-cir- 
enited main coil, but this loop is farther out of the magnetic field than the remaining loop (not drawn) of the 
short-circuited section. This latter loop, leading from the segment next adjacent on the left of that shown at 









Fig. 76. 


_ @, being well under the pole pieces, has induced in it «a strong electromotive force, which opposes that in the 
rest of the short-circuited section, and enables a current to be generated in the direction of that in the half of 
the armature cirenit of which it is soon to become a part. 

Ip such a drum winding, Mr. Sayers refers to these commutator connections as “ reverser bars.” As they 
carry the current only during the short time that their corresponding sections are passjng under the brushes, 
they may be of much smaller cross-section than the main conductors. 

Tt will be seen from the above description that the winding is particularly adapted for use with ironelad 
armatures with very small air gaps, for the effectiveness of the arrangement is largely dependent upon the 
differential inductive action upon two suecessive reverser bars, and the more abrupt the demarcation of the 
magnetic flux, the greater will be this differential effect. 

It should be clearly understood that this winding is equally applicable to rings, dises, and other types of 
armature. 
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CHAPTER XIL. 
ALTERNATING-CURRENT WINDINGS. 


Ix general, any of the continuous-current armature windings may be employed for alternating-current 
work, but the special considerations leading to the use of alternating currents generally make it necessary to 
abandon the styles of winding best suited to continuous-gurrent work, aud to use windings specially adapted 
to the conditions of alternating-current practice. 

Attention should be called to the fact that all the re-entrant (or closed circuit) continuous-current wind- 
ings must necessarily be two-cireuit or multiple-cireuit windings, while alternating-current armatures may, 
and almost always do from practical considerations, have one-cireuit windings, #.e. one cireuit per phase. From 
this it follows that any continuous-eurrent winding may be used for alternating-current work, but an alter- 
nating-current winding cannot generally be used for continuous-eurrent work. In other words, the windings 
of alternating-eurrent armatures are essentially non-re-entrant (or open circuit) windings, with the exception 
of the ring-connected polyphase windings, which are re-entrant (or closed circuit) windings. These latter are, 
therefore, the only windings which are applicable to alternating-continuous current, commutating machines. 

Usually, high voltages are desired, and in such eases windings are generally adopted in which heavily 
insulated coils are imbedded in slots in the armature surface. Often, for single-phase alternators, one slot or 
coil per pole piece is used, as this permits of the most effective disposition of the armature conductors as 
regards generation of electromotive foree, If more slots or coils are used, or, in the case of face windings, if 
the conductors are more evenly distributed over the face of the armature, the electromotive forces generated in 
the various conductors are in different phases, and the total electromotive force is less than the algebraic sum 
of the effective electromotive forces induced in each conductor, But, on the other hand, the subdivision of the 
eonduetors in several slots or angular positions per pole, or, in the case of face windings, their more uniform 
distribution over the peripheral surface, decreases the self-induction of the windings with its attendant disad- 
vantages. It also utilizes more completely the available space and tends to bring about a better distribution 
of the necessary heating of core and conductors. ‘Therefore, in cases where the voltage and the corresponding 
necessary insulation “permit, the conductors are sometimes spread out to a greater or less extent from the 
elementary groups necessary in eases where very high potentials are used. 

Windings in which such a subdivision is adopted, will be referred to as having a multi-coil construction, 
as distinguished from the form in which the conductors are assembled in one group per pole piece, which latter 
will be ealled uni-coil windings. 

The terms uni- and iulti-slot have been applied to alternating-current ironclad armatures, but the modified 
nomenclature described in the preceding paragraph will be preferable, in that it does not distinguish between 
armatures where the groups are arranged on the periphery, and those in which the groups are imbedded in 
slots. <A little consideration will show the advisability of this nomenclature, as it will often permit one 
deseription to suffice for a winding which may be used either for ironclad or smooth-core construction. 
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It will be seen later, that in most multiphase windings, multi-coil construction involves only very little 
sacrifice of electromotive force for a given total length of armature conductor, and in good designs is generally 
adopted to as great an extent as proper space allowance for the insulation will permit. 

Often in alternating current installations, step-up or step-down transformers, or both, are used, and in 
such cases the other extreme is approached, and the apparatus is built for very low voltages. This permits 
the use of very small space for insulation ; and conductors of large cross-section, often arranged with only one 
conductor per group, are used, Here the multi-coil construction is less diffieult, although still attended to 
some extent with the disadvantage of obtaining less than the maximum possible voltage per unit length of 
armature conductor. 

Examples of windings adapted respectively to both of the above extremes will be given in the following 
chapters. 

It will now be readily understood that the ordinary continuous-current windings are not, in the great 
majority of cases, adaptable to the work to be done. They should, however, always be kept in mind, and will 
often be found to work in nicely in special cases. 

A class of apparatus, best termed alternating continuous-current, commutating machines, is now being 
found of much value in various ways. ‘They are in a general way used for feeding continuous-current cirenits, 
from single-phase or multiphase circuits (or vice versa), and also sometimes for feeding alternating cirenits 
of one class (for example, single- or quarter-phase) from those of another (say three-phase). This type of 
armature may usually be best laid out by employing regular continuous-current windings and tapping them 
off in the proper manner. Examples will be given. 

A wide variety of styles of armature construction have been employed in alternating-current machinery. 
Rings, drums (both ironclad and smooth-core), discs, and very many other types have been successfully built. 
Iron cores are used by some makers, and carefully avoided by others. Internal and external rotating parts 
have each found advocates. This great variety renders detailed treatment difficult, and in the following dis- 
cussion it has been generally assumed that the windings are. laid on the periphery of a drum, either on the 
surface, or imbedded in slots, and that the necessary connections are made at the ends of the armature. These 
peripheral condtetors are represented diagrammatically by radial lines, and the end connections hy crooked 
lines. Thus, re-entrant polygons drawn with heavy lines may he taken to represent coils of the desired 
number of turns, the lighter lines representing the connections of these coils to each other. 

In the case of bar windings, no difficulty will be found in understanding the diagrams, as they correspond 
quite nearly to the continuous-current windings. Small, heavy circles in the middle of the diagram represent 
collector rings. If a winding is desired, for a dise or some other type, the diagrams will generally be found 
amply suggestive. Pancake coils and other types of windings, not spectfically described, may be readily 
planned by slight modifications of the diagrams. 

No examples have been given of gramme-ring alternating-current windings, as these may be found in text 
books, and are so easily understood as to require no discussion. 

Before concluding these general considerations, it is desirable to emphasize the followimg points regarding 
the relative merits of uni- and multi-coil eonstruetion :— 

With a given number of eonductors arranged in a multi-coil winding, less terminal yoltage will be obtained 
at no load than would be the ease if they had been arranged in a uni-coil winding, and the discrepaney will he 
greater in proportion to the number of coils into which the conductors per pole piece are subdivided, assuming 
that the spacing of the groups of conductors is uniform over the entire periphery. ; 

Thus, if the terminal voltage at no load be taken as 1 for a uni-coil construction, it will, for the same total 
number of conductors, be .707 for a two-coil, .667 for a three-coil, .654 for a four-coil, ete. 

But when the machine is loaded, the current in the armature causes reactions which play an important part 
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in determining the voltage at the generator terminals, and this may only be maintained constant as the load 
comes on, by inereasing the field excitation, often by a very considerable amount. Now, with a given number 
of armature conductors, carrying a given current, these reactions are greatest when the armature conductors 
are concentrated in one group per pole piece, that is, when the uni-coil construction is adopted, and they decrease 
to a considerable degree as the conductors are subdivided into small groups distributed over the entire arma- 
ture surface, that is, they decrease when the multi-coil construction is used. The ratios given above for the 
relative voltages at no load, for uni- and multi-coil construction, do not, therefore, represent the relative values 
of the windings ander working conditions, and it is believed that careful consideration should in many cases 
be given to both styles of winding, before deciding upon the one best suited for the purpose. 

Multi-coil design also results in a mueh more equitable distribution of the conductors, and, in the case of 
ivonelad construction, permits of coils of small depth and width which cannot fail to be much more readily 
maintained at a low temperature for a given cross-section of conductor, or, if desirable to take advantage of 
this point in another way, it should be practicable to use a somewhat smaller cross-section of conductor for a 
given temperature limit. And similarly, when we consider smooth-core construction, we find that the distribu. 
tion of conductors over the entire surface carries with it great advantages from a mechanical standpoint. 





CHAPTER XIII. 
SINGLE-PHASE WINDINGS. 


FIGURE 77 is a diagram of a winding for single-phase 
alternating-current generators and synchronous motors, 
which has been very extensively used. It has one group 
per pole piece, consisting of adjacent halves of two coils of 
the proper number of turns. These are interconnected as 
shown by the light lines. The adjacent halves of the two 
eoils are usually arranged side by side, but it might 
sometimes be of advantage to place them one over the other. 
The arrangement of two coils side by side has been satis- 
factorily applied in various types of ironclad armatures. In 
Figs. 102 and 119 are given examples of this style of 
winding connected respectively for quarter-phase and for 
three-phase work. It should be noted, however, that the 
same armature can be used for three-phase purposes only by 
having fields with different numbers of pole pieces. 

The avoidance of crossings at the ends, and the extreme 
simplicity of this style of winding, are its chief advantages. 
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In Fig. 78 is given another uni-coil winding, but here only 
one coil is placed in each slot. In many eases this might be 
preferable to the arrangement shown in Fig. T7, but the ends 
of the armatures are not so completely oceupied by the ends 
of the coils, which wastes room and tends to bring about a 
less even distribution of the loss by heating. The use of 
only half as many coils is, of course, generally an advantage, 
on account of simplicity, but it is usually necessary for each 
coil to be wound deeper, which is objectionable from a 
thermal standpoint, as well as from the fact that a greater 
depth of space has to be allowed for the winding at the ends 
of the armature. 

It should not be overlooked that if half the number of 
pole pieces is odd, the armature coils could not be connected 
up in two parallels, which would in practice be a very 
considerable objection, as it would limit the use of the 
armature for other purposes than that contemplated in 
laying out the original design. 

One feature of this winding worthy of consideration is 
the great ease of insulation, it being, in this respect, superior 
to Fig. 77, one of the groups of which consists of adjacent 
halves of two coils, having between them the entire voltage 
of the armature. 
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SINGLE-PHASE WINDINGS, 


Figure 80 is another uni-coil winding. It is given largely 
as a matter of interest; for, as will be seen, it has undesir- 
able crossings and very long end connections, which would be 
very wasteful of copper unless the length of the magnet 
cores parallel to the shaft is great compared with the length 
of the pole arc. Even in such a case there would be no 
alvantage over Vig. 78, unless for the fact that Pig. 80 is a 
very good winding for a three-plrase alternator of one-third 
the number of poles, and the ease might occur where it 
would be of advantage to use the same armature and 
winding for both cases. This would make an excellent 
three-phase winding for one-third as many poles, and would 
then be similar to the three-phase winding given in Fig. 116. 

The corresponding diagram for a bar winding, with one 
bar per pole piece, is sufficiently evident from Vig. 80, and, 
in view of its unimportance, will not be given. 
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The following diagrams are multi-coil, single-phase alter- 
nators. Asa class they have been very thoroughly discussed 
in the general remarks of the preceding chapter. 


Figure 81 represents a very simple two-coil winding. It 
is to be noted that this winding is mechanically identical, 
with the exception of the interconnection of the coils, with 
the winding of Fig. 78, but it is put in a frame with half 
as many poles as there are groups of conductors, instead of, 
as was the case in Fig. 78, being laid out for a frame with a 
number of poles equal to the number of groups of eonduetors. 


As already pointed out, such multi-coil windings do not at 
no load generate so great an electromotive force per unit of 
length of face conductor, as uni-coil windings. It has, how- 
ever, been also shown on page 164 that this objection does 
not have such great weight as would at first sight appear to 
be the case. 
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SINGLE-PHASE WINDINGS. 


Figure 84 is a diagram of another two-coil winding. It 
is connected as a single-phase alternator, but except for the 
manner of interconnection of the coils it is identieal with 
the quarter-phase winding given in Fig. 100. It will give 
the same voltage as would Fig. 100, if the two components 
of the quarter-phase winding should be connected in series. 

For this reason (that is, becanse when reconnected, it 
makes a good quarter-phase winding), it might sometimes he 
used, but of course, would, as stated in connection with 
previous windings, require a greater length of wire to gen- 
erate the same voltage than a uni-coil winding, and would 
naturally have a greater armature self-induction. But, of 
course, the decrease in self-induction due to the miulti-coil 
onstruction would somewhat compensate for this increase. 
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Figure 85 gives a diagram for a single-phase bar winding, 
corresponding to Fig. 84. It is only of interest as showing — 
that it is identical with Fig. 82, except that the long-end 
connections which wore at the collector ring endt-in Fig. 89, 
are now at the other end. 

It should be noted that all these multi-coil windings 
under consideration would, for a given terminal voltage, 
require much more field excitation at no load than correspond- 
ing uni-coil windings. But at full load they would, in some 
cases, require little if any more field excitation than would 
be the case with uni-coil windings. As a result of these 
considerations it will be seen to be necessary in any par-— e 
ticular case to observe the requirements for the field exci- 
tation as regards permissible regulation, heating, etc., when — 
deciding upon the type of armature winding to adopt. 
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SINGLE-PHASE WINDINGS. 


Figure 86 should be compared with Fig. 80. It is quite 
like the latter, except that it has two coils per pole piece 
instead of one. It would, of course, not be used, as it has 
such long end connections. . 

The number of poles is sixteen. Such a winding with 
twelve, eighteen, or twenty-four poles could be used in a 
three-phase armature of one-third the number of poles by 
merely changing the interconnections of the coils. Figure 
125 gives such a diagram for a three-phase alternator in an 
eight-pole frame. 

The mechanical arrangement of such windings as those 
given in Figs. 80, 86, and 123 is exceptionally good, 
although in the case of Figs. 80 and 86, they are much. less 
simple, as single-phase windings, than those that do not 
Cross. 
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considered to be two windings like Fig. covet Hi 
displaced 0°, so that its conductors lie half way be 
those of the other. 
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CHAP. XILL.] 


SINGLE-PHASE WINDINGS. 


Figure 88 shows a useful three-coil winding. It has all 
the advantages and disadvantages already noted of nrulti-coil 
armatures. 

The end connections can be very nicely arranged, so as 
to permit of winding on forms and slipping them into slots. 
Only two different shapes of forms are necessary; one-half 
of the coils would be wound in one of them, and the rest 
in the other. 

It will be seen that it is really the three-phase winding of 
Fig. 116 connected up as a single-phase winding. For this 
reason, among others, it might be expected to be of service 
where it would he of advantage to have armatures which 
could be used interchangeably for single- or three-phase work. 
Most three-phase windings could, of course, be similarly 
used, 

As a single-phase winding per se, Fig. 88 is excelled by 
the windings of Figs. 92 and 94, which require a smaller 


length of end conductors. 
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ARMATURE WINDINGS OF ELECTRIC 3 


Figure 89 is the bar winding corresponding to the coil 
winding of Fig. 88. It ia not « generally wasfal winding, | 
canoe bef of toe bales wes ee 
connections, half of them being very long. es 
Ak ceed ty de chdee ce ae ae 
connections at one end are perfectly regular, but this would 
seldom be considered to compensate for the needlessly great, 
length of copper employed. 

This winding is an example of the importance of thor- 
oughly examining many diagrams before adopting a winding 
for a certain case ; for it is not at once apparent that this 
winding could be improved upon, and if thought of first, 
might be chosen without further investigation. | 
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SINGLE-PHASE WINDINGS. 


Figure 90 gives a coil winding very similar to that of 
Fig. 88. But the end crossings would render it very incon- 
venient, and the space at the ends of the armature is not so 
well utilized as it was in Fig. 88. This would tend to an 
undesirable concentration of the heating. 

Unlike Fig. 88, the winding would not interfere with the 
armature, being made in segments for convenience of ship- 
ment. But Figs. 92 and 94, which require less copper in 
the enc connections, also possess this advantage, Fig. {4 to 
the greatest extent of all. 
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Figure 91 has all the faults of Figs. 89 and 90. Itisthe = 
bar winding corresponding to Fig. 90. It is inferior to the 
winding shown in Fig. 93. 

It has the advantage that the winding is more symmet- 
rical as a whole than many better windings, and it is for this 
reason readily constructed and connected up, with little 
liability of error. It is a great help for the winder to be 
able to intelligently perform his work, and windings that’ 
are, electrically and mechanically, to a small extent inferior, 
might in some cases consistently be adopted because of the 
simplicity of winding. They also permit of the more ready 
locating and correcting of faults that are liable to develop 
during the practical operation of the machinery. 
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CHAP, X11. | 


SINGLE-PHASE WINDINGS. 


Figure 92 is another three-coil winding. It gives the 
same results as Figs. 88 and 90, but with less copper, as it 
has shorter end connections. It is also simpler, as there is 
much less overlapping at the ends. Only two sizes of coils 
are necessary. 

The chief point of inferiority to Figs. 88 and 90 is that 
it cannot be connected up as a three-phase armature. 

Even Fig. 92 is not so good as Fig. 94 (to be deseribed 
later), which latter has still shorter end connections and less 
crossings, 

There is no good bar winding corresponding to Fig. 92. 

Figure 92 possesses the advantage noted in the discussion 
of Fig. 90, that the armature may be built and shipped in 
sections without interfering with the winding. 
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two different lengths of end oe 
and 91 each require three. 
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SINGLE-PHASE WINDINGS, 


Figure 94 is the coil winding corresponding to the bar 
winding of Fig. 93. 

This coil winding is superior to that of Figs. 88,90, and 
92, in that it gives the same result with much shorter end 
connections and with fewer crossings of the end connections. 
Like Fig. 92, it cannot be connected up as a three-phase 
alternator, it being in this respect inferior to Figs. 88 
and 90, 

The winding of Fig. 94 could readily be built in sections 
in cases where it would be necessary to ship the armature in 
segments. 
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Figure 95 is a coil winding electrically equivalent to 
Figs. 88, 0, 92, and 94. 

Windings of this class may readily be derived from the 
example given in Fig. 95, for aay Saeed 
per pole piece. It often works out well from a mech | 
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SINGLE-PHASE WINDINGS. 


Figure 96 gives a coil winding with one and one-half 
coils per pole piece, It has two coils per group. It is really 
a winding such as Fig. 77, put in a field with two-thirds as 
many poles as the armature has coils. Thus in Fig. 96 there 
wre thirty armature coils and twenty field poles. There is 
disadvantageous counter-induction which makes the use of 
more armature copper necessary than would be used in a 
uni-coil winding. The armature could, however, be used 
interchangeably in fields with n and with $n poles, which 
property permits of the use of the armature in cases where 
different speeds or periodicities may be called for. 

Also by changing the interconnections of the coils, an 
excellent three-phase armature is obtained. The three-phase 
connections of such a winding are given in Fig. 119. 

Moreover, owing to the fact that when one side of a coil 
is under a field pole, the other is between two poles, the self- 
incluction of such a winding is low, and is fairly uniform for 
all positions of the armature. 


ARMATURE WINDINGS OF ELECTRIC MACHL 






been somewhat endesiesbis by sinae A: pounter-ine aa 7 
tion, which made it necessary to have a greater length ¢ Sp a 
conductor for a given voltage than would have been ne cen. 
ony Bho conten r 
pole piece. 

Figure 97 is a winding which, while re 


sally s2 good whh meget wha Ri iter= 

tase a ah ae i 
It is in fact one of the two windings of the quarter-phase 

diagram of Fig. 104. 
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SINGLE-PHASE WINDINGS. 


Figure 98 does not differ essentially from Fig. 97 as far 
as regards the point that it is intended to illustrate. It, 
also, is one of the two windings of a quarter-phase armature, 
being in faet derived from the quarter-phase diagram of 
Fig. 112. 

Other exeellent diagrams of this type may be derived by 
considering one of the two windings of the quarter-phase 
armatures shown in Figs. 105, 106, 107, and 111. 
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Figure 99, like its predecessors, Figs. 97 and 98, has its 
ee 
It has to some extent their advantages and disadvantages. 
It differs from them in utilizing two-thirds of the available 
space, instead of one-half, and is more of a compromise with 
the uniformly distributed windings. 
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It is obvious that windings such as tis ees Sab a 
may readily be derived from any of the evenly distributed 
multiphase windings by simply discarding one or more of. 
the windings belonging to the respective phases of such — 
diagrams. They may also be derived from many of the 
single-phase windings by shifting the-coils laterally from the 
normal position into the desired groups. 
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Fig. 100 


CHAPTER XIV. 
QUARTER-PHASE WINDINGS. 


Fieune 100 represents a quarter-phase coil winding with 
one group of condnetors per pole piece per phase. In 
aceordance with the nomenclature already adopted, this 
would be known as a uni-coil winding; although it has but 
one coil per pole piece per phase, it has two coils per pole 
plece. 

The two windings are represented, respectively, by full 
and broken lines. ‘The winding is quite simple, but has the 
objection of crossings at the ends. In this respect it is 
inferior to the style of winding represented by the diagram 
of Fig. 102, 

Three collector rings could be used, one of them being 
common to each winding. In the diagrams, however, four 
collector rings will be shown, this being the method now 
generally used. In connection with a system employing 
three collector rings, the standard quarter-phase commu- 


tating machines (to be described later) could not be used. 
213 





Figure 101 is the bar winding corresponding to Fig. 100, 
It does not well utilize all of the available space on the 
armature ends. This is generally not a great objection in 
the case of uni-coil windings, as there is in such cases plenty 
of room on the ends, but, other things being equal, it is of 
course preferable to have windings uniformly distributed 
at the ends as well as on the surface. In this connection — 
Fig. 109 should be studied, and it will be seen that by 
placing two conductors in a group a perfectly symmetrical 
design is obtained with one group per pole piece. 

A decided objection to this arrangement would be that 
adjacent conductors would have between them large differ-— 
ences of potential, whereas in Fig. 101 there are but few — 
points in which neighboring conductors have between them 
any considerable percentage of the total terminal voltage. 
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CHAP, XIV, ] 


QUARTER-PHASE WINDINGS. 


. 
’ 


Figure 102 is a non-overlapping quarter-phase winding 
with one group of conductors per pole piece per phase. It has 
the advantage over Fig. 100 that there are no crossings 
at the ends of the armature, and that it utilizes the end space 
more completely, thus bringing about a better distribution of 
the necessary heating losses in the copper. Its chief fault is 
that if the width of the pole face is over one-half of the 
(listance between pole centers, the coils never embrace the 
total flux from one pole piece. However, at full load, the 
area occupied by the flux is narrower, and a greater portion 
would be included than at no load, so that this objection 
would not be so serious as would appear at first sight. 
Moreover, the necessary space allowance for the field 
winding will in many cases not permit the width of the pole 
piece to be sufficiently great to cause any trouble in this 
respect. Mechanically, this is an excellent winding, being, 
in faet, the single-phase winding giv en in Fig. T7, for double 
the number of poles. 

The remarks made in connection with Fig, 96 (single- 
phase alternating winding with one and one-half slots per 
pole piece) should also be considered in studying this wind- 
ing. Consult also Fig. 119 and corresponding text. 
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ARMATURE WINDINGS OF ELECTRIC MACHINES. 


Figure 103, which like Fig. 102 has two coils per group, — 
is not open to the objection discussed on the prec page. 
oe ae mapiy Ai 

to Fig. 100 for the reason that the end space is more 
effectively utilized, but the additional crossings would — 
require a somewhat greater length of wire than would be 
necessary in Fig. 100, 1g 

Bar windings could be built corresponding to the coil 
windings of Figs. 102 and 103. They would not be 
symmetrical at both ends, but might advantageously prove 
applicable for certain cases. The two bars of a group could 
be placed either over each other, or side by side. With 
smooth-core construction the latter arrangement would be — 
adapted, and often siey: it Song see 
windings. : 
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Fig. 104 


CHAP, XIV. ] 


QUARTER-PHASE WINDINGS. 


Fignre 104 is a quarter-phase coil winding with two con- 
ductors per pole piece per phase. It is entirely symmetrical, 
and utilizes all the winding space to the best advantage. The 
crossings at the ends are unavoidable, but may be made 
thoronghly satisfactory from a mechanical standpoint by 
proceding in the manner shown most clearly in the diagram 
of Fig, 125. 

Such windings are applicable to quarter-phase armatures 
with any even number of coils per pole piece per phase. 

In stndying Fig. 104 it will be instrnetive to examine 
Fig. 97, which is one of the two windings of Fig. 104. 





ARMATURE WINDINGS OF ELECTRIC MACHINES. 


Figure 105 is electrically equivalent to Fig. 104. The 
winding might sometimes be used, although it would for 
most purposes be excelled by Fig. 104, 

It will be noted that the end connections are longer, and 
that they occupy a greater depth. Much of the end space 
is wasted. This winding is superior to that of Fig. 104, in 
that the coils are so located as to make it very plain how the 
connections should run. This would be of great assistance 
to the winder, and would, moreover, facilitate the detection 
and correction of faults that might develop in practical 
working. | 

An armature with such a winding could be built and 
shipped in segments. 








Fig. 105 





Fig. 106 


CHAP, XIV.] 


QUARTER-PILASE WINDINGS. 


Figure 106 is « bar winding differing but little in princi- 
ple from the coil winding of Fig. 105. ‘The space is uni- 
formly "occupied at the collector ring end, but is not at the 
other end. 

This lack of uniformity in end connections is not of very 
great moment in bar windings with few bars per pole picce. 
Other things being equal, however, it wonld on the whole 
seem best to avoid it, although in special eases such disposi- 
tion of the end-counections allows room much needed for 
mechanical arrangements, 










Fem i sb sing meting i 
It is a good example of the fact that very ical ¢ coil 
wining en rep ry empl a ink 
and has, incidentally, some redeeming features. 

One of the two windings of this diagram would, as men- 
tioned on page 200, work out very well for: a gle-ph 
armature. 











Fig. 108 


CHAY, XIV. ] 


QUARTER-PHASE WINDINGS. 


Figure 108 is a much better bar winding than Fig. 107, 
though electrically equivalent. 

It will be seen to be unsymmetrical at two points at the 
end distant from the collector This irregularity consists in 
the end connections of the two adjacent bars starting off in 
the same direction, instead of, as in all other parts of the 
winding except these two, going in opposite directions. 
Four of the end connections have to be longer than the rest. 

This winding is practically the same as the following 
one, Fig. 109, except that the above described irregularity 
is introduced instead of making use of the cross-connections 
shown in Fig. 109. 
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ARMATURE WINDINGS OF ELECTRIC MACHINES. 


Figure 109 is a symmetrical quarter-phase bar winding with two con- 
ductors per pole piece per phase. If used for an ironclad or projection 
armature, it may have four slots per pole piece with one conductor per slot, 
or tivo slots per pole piece with two conductors per slot. 

Examination will show that it is essentially a twelve-pole armature with 
four separate series of windings of twelve bars each. These four wind- 
ings are connected up into two windings of twenty-four conductors each. 

At the front end y=65, and at the back end y=5, therefore average 
y=4. 
As pointed out in the discussion of Fig. 101, Figs. 108 and 109 have 
the fault that neighboring conductors have between them large percent- 
ages of the total potential of the armature, and this would sometimes be 
objectionable in cases of high potential windings. 


It will doubtless have been observed that in the case of quarter-phase 
windings, multi-coil construction does not have to so great an extent the 
fault pointed out in the case of corresponding single-phase windings, of 
useless counter-cleetromotive forees, 

The coils of one phase usually embrace practically the entire flux, 
because the two groups of conductors, forming respectively the two sides 
of a eoil, are usually separated by a group forming one side of a coil 
belonging to the winding of the other phase. 

This advantage is possessed in a still greater degree by the three-phase 
windings, which will be discussed later. 

Exceptions to the above statement often occur in cases where single 
and multi-phase alternating windings are obtained from ordinary direct- 
eurrent windings. 








Fig. 109 





CHAP. XIV.] QUARTER-PHASE WLNDINGS. 2a 


Figure 110 represents a quarter-phase coil winding with 
three slots per pole piece per phase. It does not utilize very 
uniformly the end space on the armature, the end conuec- 
tions being three layers deep at some poiuts and much less 
at others. 

An advantage of this winding is the well-defined nature 
of the coils, rendering it easy to see just how they should be 
connected. The winding might also be necessary, if it 
should be required that the armature should be built so that 
it could be shipped in segments. 
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Figure 111 is electrically equivalent to Fig. 110, but 
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Fig. 111 





Fig. 112 


CHAP. XIV.) 


QUARTER-PHASE WINDINGS. 


Figure 112 is a bar winding corresponding to the coil 
winding of Fig. 111. Although not symmetrical, the end 
connections are fairly well distributed, and there would be 
in but very few places any great percentage of the total 
difference of potential between adjacent conductors. Several 
different lengths of end connections would necessarily have 
to be employed. 

One of the two windings of this diagram has already 
been given in Fig. 98 in Chapter XIII. on Single-Phase 
Windings. 
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sets of elementary windings are connected in series to form — 
one of the two phawen, tnatend of Oye cole a was. Se MaRS 
in Fig. 109. 

If one-half ce con-quarter us: grest & termes) Sapiens 
motive force should be desired, two, or all four, of these 
a 
the collector rings, instead of joining them in series as 
shown, 
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TWO-CIRCUIT WINDING FOR QUARTER-PHASE CONTINU- 
OUS CURRENT COMMUTATING MACHINE. 


Figure 114 is the diagram for the winding for a commu- 
tating machine for deriving a continuous current from a 
quarter-phase alternating supply, or vice versa, or for a 
generator for supplying both continuous and quarter-phase 
systems. 

Examination will show that it is the two-circnit single 
winding of Fig. 43 (Chap. VIII.), tapped off from four 
approximately eqnidistant points to four collector rings. 
As the winding consists of sixty-eight conductors, there 
should be seventeen conductors in each section, but for the 
convenience of having all the connections to the collector 
rings made at one end, the divisions are 16, 16, 18, and 18. 
With the large numbers of conductors used in practice, the 
irregularity produced by one conduetor more or less would 
be of less importance, though always undesirable. In such a 
winding four points only of the armature are tapped inde- 
pendently of the number of poles. 
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TWO-CIRCUIT WINDING FOR COMMUTATING MACHINES. 
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180° apart equals the o 
voltage multiplied by .707 (or divided by 1,414). 


four leads (one to each collector ring) for 


each pair of poles. 
rings 


TWELVE-CIRCUIT WINDING FOR 
It is to be remembered that in quarter-phase continuou ; = 

current commutating machines, the effective voltage tween, 
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Fig. 115 





CHAPTER XY. 
THREE-PHASE WINDINGS. 


Fievre 116 is a three-phase coil winding with one set of conductors per pole piece per phase. The coils 
belonging to the three windings may be distinguished from each other by the three different styles of lines. 
The armature is connected in a manner technically known as the “Y” connection. ‘The characteristic of this 
style of connecting three-phase windings is that one end of each of the three windings is brought to a common 
connection, the other three ends being carried to three collector rings. 

Tnasmuch as three-phase alternators have but recently been used to any considerable extent in practice, it 
may not be out of place to give as concisely as possible a few of the leading considerations involved in their 
practical construction and operation, as far as relates to the armature windings. 

One complete eyele is passed through by any armature conductor while passing from a certain point 
Opposite one pole piece, say the middle of the north pole, to the corresponding point opposite the next pole 
piece of the same polarity. This angular distance is usually spoken of as 860°, independently of the number 
of poles of the machine. Now, a three-phase armature winding is merely three single-phase windings, laid 
ou the same armature, the conductors of the three windings, however, being located 120° (one-third of a 
eycle) behind each other, Any conductor of one winding is, therefore, at any instant, in a different phase 
from that of the conductors of the other windings. Thus, in the position represented in Fig. 116, the 
conductors represented by heavy lines are directly opposite the middle of the pole pieces, the light line 
conductors are located 120° behind them, and the dotted conductors are 120° behind the light conductors and 
_ 240° behind the heavy conductors, 

Now it follows from the relative positions of the conductors of the three phases, that the electromotive 
forees generated in the three windings are 120° behind each other, and if they are sine waves, they may be 
represented, as in the following figure, by three sine curves displaced 120° behind each other. 





If the three cirenits are equally loaded, these curves may also be considered to represent the corresponding 
instantaneous values of the current. 
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It will be noted that at every instant, the algebraic sum of the three enrrents is zero. Now instead of 
having three pairs of lines and brushes and collector rings, one end of each of the three windings is brought 
to a common connection, and « conductor from this common connection could be used as a common return for 
each of the three circuits. ut, since the resultant current at every instant is zero, this conductor becomes 
superfluous and is omitted. 

If the voltage between any ring and the common connection, that is, the voltage per phase, is equal to », 
then the volts V between any pair of collector rings will be, — 


l= V3 v or 1,732 0, 


The effective current will be equal in each of the three lines, and may be represented by @. 
With a non-inductive load, the watts output, W, will be, — 


SS oo 
W=3 Ce=———=1.732 CV. 
we 


If the load is inductive, the ctrrent C, for a given output JV, will be greater than with a non-inductive 
load. 

A safe and easily understood way of connecting the three windings correetly to the three collector rings 
and the common connection, is to consider that the winding whose conduetors oceupy the position in the 
middle of the pole piece, is carrying the maximum current, and to indicate its direction on the winding 
diagram by an arrow. The currents at the same instant in the conductors immediately next to it on the right 
and left are in the same direction, and should be so marked by arrow-heads. Now, from the sine curves given 
above, it will be seen that where one curve has a maximum value, the other two have a value half as great, 
and in the opposite direction. Therefore consider that the current in the winding oceupying the position 
at the middle of the pole face is flowing away from the common connection. Then the currents in the other 
two windings, which are each of half the magnitude of the former, must both be flowing into the common 
connection ; therefore join those ends of the three windings to the common connection, which will bring about 
this condition at this instant. Carry the other three ends to the three rings. This has been done in the 
upper diagram of Fig. 117, which represents a “ ¥” connected three-phase winding. 

Another way of connecting up three-phase armatures is to connect the three windings in series in a closed 
circuit, and at every third of the total way through the circuit thus formed, to carry off a lead to one of the 
collector rings. 

In the case of this, technically called the “delta” (A) connects the current @ in the line (i.e. beyond 
the collector rings) is C= V3e, or C=1.732¢, where ¢ = current in the winding. The volts per winding are 
in this case equal to the volts between each pair of collector rings; that is, to the volts per phase. The watts 
output of a machine are, — 


Weeden = 1.73200. 


Examples of each of these two connections are given in Fig. 117. 
The upper diagram represents a“ Y" connected three-phase armature, and the lower diagram represents 
the very same armature, but with a “delta” (A) connection. 
In connecting up the separate windings for a “delta” (4) connection, it is most convenient to choose 
the instant when the conductors of one phase are opposite the middle of a pole piece. Then assume these 
conductors to he carrying the maximum current, which is illustrated in the figure by the larger arrow-head. 
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The other two windings are at the same instant having induced in them currents of only one-half this 
magnitude. The condition of affairs in line and in winding is, for the instant, as represented in the follow- 
ing diagram. 

From this it is seen, that, starting from the middle collector ring 
(corresponding to point a in the diagram), and following the direction 
of the current, we must pass through the heavy winding, carrying 
the large current to the outer ring (corresponding to point 6 of 
diagram). In the other direction, we must pass from the middle 
ting (i.e. point a), through the dotted winding, which carries one- 
half as great a current, to the inner eollector ring (corresponding to 
point ¢ of diagram). Then we must continue through the light wind- 
ing, still in the direction of the current, wntil we again reach the outer 
collector ring, or point 6 of diagram. 

Any of the following three-phase diagrams may be connected 
either “delta” or “Y," but they will usually be shown with the « Y” 
connection. 

It is well to keep in mind that if a “Y” conneeted armature is changed over to the “delta” connection, it 








times the voltage. 


may with the same regulation and heating give 1.732 times as much current, but only 7 d 7 
« | tae 


The reverse holds true in changing from “ delta” (A) to * Y.” 


Figure 118 is the bar winding corresponding to Fig. 116. It has one bar per pole piece per phase. This 
winding, while partaking of all the advantages and disadvantages of multi-coil construction, would be 
particularly unsatisfaetory for a three-phase motor on account of the dead points that it would develop at 
' starting. These dead points are much less marked with multi-coil windings and with windings like those in 
Figs. 119 and 120. 

In the ease of induction motors, it is customary to make use of such windings as those given in Figs. 126 
and 127, where smoother action is obtained partly by virtue of the ehoice of a number of conductors, — or 
nearly so, to the number of poles. 
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ARMATURE WINDINGS OF ELECTRIC MACHINES. 


Figure 119 is a non-overlapping, three-phase, coil wind- 
ing, with only one and one-half coils per pole piece per 
phase. It is the winding which was given with its tide 
phase connection, in Fig. 96. This should make a very | 
excellent three-phase winding, as there is no crossing of 
the coils. It is a regular thirty-pole, single-phase winding, 
connected up as a three-phase armature for twenty poles. 
This diagram should be compared with Fig. 77, Fig. 96, and 
Fig. 102, It should be particularly suitable for use in three- 
phase motor work, as it should have very weakly defined 
dead points. In a projection armature, when a slot is 
opposite a certain pole piece, spaces between two slots will 
be opposite the adjacent pole pieces, thus giving a more 
equitable distribution of the magnetic flux. 

The inductance of such a winding is low and fairly. 
uniform, for the reason that when one side of a coil oceupies 
a position under a pole piece, the other side of the coil is 


between two pole pieces. 
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THREE-PHASE WINDINGS. 


Figure 120 represents the corresponding bar winding. 
In the case of projection or ironclad armatures, it would 
have two bars per slot, which might be arranged one over 
the other or side by side. It is interesting to note that each 
slot would contain one bar of each of two windings, two 
bars of the same winding never occupying the same slot. 

All the remarks regarding the winding of Fig. 119 apply 
equally well to Fig. 120. 
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Fig. 122 
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THREE-PHASE WINDINGS. 


Figure 122 is the bar winding corresponding to Fig. 121. 
The end connections are perfectly symmetrical and well dis- 
tributed at one end, but are far from it at the other. Its 
point of superiority over Fig. 124 is that it has, as a rule, no 
great differences of potential between adjacent conductors. 

As already stated, the irregular distribution of the end 
conductors is not, at least in the case of bar windings, so 
great an objection in cases where there are comparatively 
few bars per pole piece. And in this instance there is a sort 
of a regularity about their grouping, that might be found of 
advantage on account of the large spaces that it makes avail- 
able for mechanical urrangements. 
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ARMATURE WINDINGS OF ELECTRIC MACHINES. 


Figure 123, which was devised by Mr. Thorburn Reid, 
who has devised a number of useful windings, is superior in 
the mechanical arrangement of the coils, to the winding of 
Fig. 121. ‘The corresponding bar winding is not drawn, but 
it may be readily seen that it would have no very obvious 
advantages. | 

Coil windings of the same style as that of Fig. 123 may 
be constructed with any number of coils per pele piece per 
phase, and are frequently superior to other arrangements. 

It is thought that the style of lining adopted in the 
diagram will indicate fairly well the arrangement of the end 
connections, if care is taken to note that the conductors of 
some groups of coils are carried directly over in the same 
plane as the face wires, to the conductors forming the other 
side of the group. The end conductors of the other coils 
have to be bent down out of the plane of the face conductors 
and then back again into their plane. The coils are usually 
wound in forms and then laid in place on the armature. 
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THREE-PHASE WINDINGS. 


Figure 124 is a three-phase bar winding, with two bars 
per pole piece per phase. It is perfectly symmetrical, and 
may have either one or two conductors per group. It is 
inferior to Fig, 122, in that, from the nature of the winding, 
there are much greater differences of potential between 
adjacent conductors than in Fig, 122. 

In Fig. 124, the pitch is 5 at one end and 7 at the 
other. Two sets of conductors, each set having as many 
conductors as there are pole pieces, are joined in series to 
form each one of the three windings. If an armature for 
half the voltage had been wished, the two sets of con- 
ductors forming each winding would have been connected 
in parallel. 

This winding, as well as the next (Fig. 125), is of the 
same general character as those shown in Figs, 109 and 113, 
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Figure 125 is similar in all respects to Fig. 124, except 
that it has three conductors per pole piece per phase. The 
pitch is 9 at both ends. It could be connected so as to 
give one-third as great a terminal electromotive force by 
joining the three elementary groups of which each winding 
is formed, in parallel, instead of in series. | 

In connection with Figs. 124 and 125, emphasis should 
be laid on the fact that in virtue of the nature of these wind- 
ings, whereby adjacent conductors have between them large 
differences of potential, valuable space has to be sacrificed 
to make room for the proper thickness of insulation, which, 
with types of winding not possessing this character, could 
be usefully employed. 
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THREE-PHASE WINDINGS. 


Figure 126 is a four-pole, three-phase bar winding of a very irregular 
character, It has fifty-one conduetors, seventeen per phase. There are, 
therefore, unequal numbers of conductors, both per phase and per pole, 
opposite the different pole pieces. 

This style of winding lias been used with success in indaction motors, 
where it is important to choose a number of slots on the armature, which is 
prime, or nearly so, to the number of slots on the field. It may be well to 
state that, in the case of induction motors, the field, in the most success- 
ful types, consists merely of an assembly of annular punchings with radial 
slots within which the cylindrical drum armature revolves. It is practically 
& transformer, one of the elements, usually the secondary, being movable. 
It has become customary to call the moving element, the armature, and the 
stationary, the field. In the types, and for the voltages generally employed, 
it has been found best to use a coil winding for the field, the coils often 
being wound on forms and slipped into the slots. In the armature, which is 
practically a short-circuited secondary, the number of conductors and slots 
is determined by the permissible inductance, the actual voltage of the arma- 
ture being to a great extent immaterial. In certain types the ratio of field 
to armature conductors has been something like 6:1. It is in connection 
with such motors as these, that the winding diagram of Fig. 126 will be 
found of greatest service. There cannot well be more than one bar per slot, 
because of the irregularity of the end connections. 
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one conductors. It has six poles, and is even more irregular 
than the winding of Fig. 126. It, like Fig. 126, will find 
its chief use in the design of induction apparatus. Wind- 
ings, almost as irregular, might be used in large polyphase 
geeoeshens, hate hy Ae 
per slot. 
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TWO-CIRCUIT WINDING FOR THREE-PHASE CONTINUOUS- 
CURRENT, COMMUTATING MACHINE. 


. Figure 128 represents the same winding as Fig. 114, 
except that here it is tapped off at three nearly equidistant 
points instead of at four, as was the case in Fig. 114, 

The result is a winding for a three-phase, continuous- 
current, commutating machine. 

The total sixty-eight bars are divided up into sets of 
twenty-two, twenty-two, and twenty-four conductors, respect- 
ively, which are represented on the diagram by heavy, light, 
and dotted lines. 

If the conductors are arranged in groups of two each, as 
would frequently be the case in projection armatures, where 
two conductors would often be placed together in each slot, 
it is of interest to note that these two conduetors never 
belong to the same phase. 
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ARMATURE WINDINGS OF ELECTRIC MACHINES, 


SIX-CIRCUIT WINDING FOR THREE-PHASE, CONTINUOUS-CURRENT, 
COMMUTATING MACHINE. 


Figure 129 is still another three-phase, continuous-current, commutating machine, but 
with a six-cireuit winding. It requires three leads per pair of poles ; therefore, in this 
case, nine leads. It is quite analogous to the quarter-phase, continuous-current, com- 
mutating machine of Fig. 115. ; 


It is of interest to notice the relation of the voltage between collector rings to the con- 
tinuous-eurrent voltage at the commutator, in the case of three-phase, continuous-eurrent, 
commutating machines, It will have been observed that they lave “delta” connected 
windings. 

Let V = continuous-current voltage at the commutator ; then, taking the point of zero 
potential to be at the middle of the winding, the electromotive force of each half of the 


winding is zs But the corresponding effective alternating electromotive foree will be 


a This, therefore, will correspond to the voltage between common connection 
(point of zero potential), and collector ring, for an eguivalent 
“y” connected three-phase armature winding. Now the 
voltage between the collector rings of the “delta” connected 
armature winding will be V3 times as great as the voltage 
to the common connection of this equivalent “Y” winding, 


therefore the voltage between the collector rings will be, — 
V3V 


- 2 





=.612 7, 


where V=continuous-current voltage at commutator. 

Inasmuch as 8 “delta” connected winding cannot be readily conceived to have a point 
of zero potential, the above subterfuge of substituting for it, the equivalent “ Y” connected 
winding, will often be found to facilitate the handling of three-phase winding problems. 
When doing so, the equivalent “Y" potential and the equivalent “Y” current may be 
spoken of as attributes of a “delta” connected armature. In the accompanying figure, 
an equivalent “Y"’ connected winding is ian shown dotted within a “delta” 
connected winding, 
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FORMULE FOR ELECTROMOTIVE FORCE. 


COMPREHENSIVE formule for the calculation of the electromotive force set up in armatures may be 
derived from the formula for the voltage in a circuit, in which the variation of magnetic flux is a simple 
harmonie function of the time. These formul# are :— 


1. V=6.28 TNM 10%, the maximum voltage set up inacyele; |,0° ° 
2, V=4.44 7NM 10”, the effective voltage set up in a cycle ; f ae 
3. V=4,00 TN 10~, the mean or average voltage set up in a cycle, .° - / 


where Vis the yoltage generated, in volts; 7 the number of turns in series, M the number of egs lines included 
or excluded by each of the 7 turns in a magnetic cycle, and WV the number of magnetic cycles per second. 

In armatures of alternators, the effective, or square root of the mean square of the electromotive forees is 
required, since this is proportional to the effective voltage, ie. the voltage to maintain current C (square root 
of the mean square of the current), in a non-inductive resistance. In this case it is supposed that the 7 turns 
ure so situated as to be simultaneously affected by any change of the magnetic flux, otherwise the voltage for 
each of the turns differently situated must be calculated separately and properly combined to obtain the 
resultant voltage. 

In the case of multi-phase alternating-current machines, the voltage in each cireuit should be calculated, 
and the resultant voltage derived according to the method of connection, and addition of vectors according to 
the angle by which the several phases differ from each other. 

In quarter-phase machines with common connection, the resultant voltage is V2, or 1.414 times the 
voltage generated in one circuit. 

In three-phase apparatus, the resultant voltage is the ‘same as the voltage generated in one circuit when 
the circuits are connected “delta”; and V3, or 1.752 times the voltage generated in one circuit when the 
circnits are connected “ Y.” 

In alternating-current commutating machines, the ratio of the voltage between the continuous and the 
alternating current circuits is 1:.707 in the ease of single-phase and quarter-phase commutating machines, 


_ and 1: 612 in the case of three-phase commutating machines. In other words, if the voltage at the con- 
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tinuous current side is known, the voltage between collector rings will be .707 times as great in the aie a. 
single and quarter phase commutating machines, and will be .612 times as great in the case of enn 
commutating machines. 
In armatures of continuous-current dynamos, the voltage at the terminals is constant during “ pod 
considered, and is the integral of all the voltages successively set up in the different armature coils a . 
to their position in the magnetic field; and since in this case only average voltages are considered, the neil 
voltage is independent of any manuer in which the magnetic flux may vary through the coils. ~ 
Formula 3 is applicable to all continuous-current armatures, whether ring, drum or dise, two-cireu: tor 
multiple circuit, and whether the winding be single or multiple. 
The simplicity and wide applicability of these formule make them preferable to many others that a re 
difficult to interpret, because of the many accessory conditions that must be kept in mind. ~ 
Although, by the constants given above, the voltages may be obtained at the alternating current, as 

as at the continuous current terminals of commutating machines, the former, t.e. the voltages at the al Ste 
nating current terminals, may be obtained from the following formule, in which V is the required ve —- 
between collector rings, 7’ is the number of turns in series between collector rings, Mis the magnetic ux fr = 
one pole piece into the armature, and WV is the number of cycles per second : — 


For single and quarter phase commutating machines, V= 2.83 7'NM 107°. 
For three-phase commutating machines, V=3.69 7.NA. 


CHAPTER XVII, 
METHOD OF APPLYING THE ARMATURE WINDING TABLES. 


THE nature and use of the tables may be most easily understood by applying them to the solution of a 
few examples. 

ExAMPLe 1.—If we wish « two-cirenit, triple winding for a drum armature, with about 670 con- 
ductors and six poles, what is the exact number of conductors that must be employed to give us a singly re- 
entrant winding ? 

Turning to page 312, we find that a two-cirenit, triple winding with 670 conductors, is impossible for 
six poles, but that 672 conductors may be used ; und to have the winding singly re-entrant, the front and back 
pitches must each equal 113. If the frout and back pitches should be taken equal to 111, a triply re-entrant 
winding would result. 

EXAMPLE 2, — We next wish to ascertain how many volts this machine will give when the armature is 
driven at 440 r.p.m., if the flux from each pole piece into the armature equals 2.25 megalines. 

The table of Drum Winding Constants on page 280 tells us that with 100 conductors, 100 r.p.m., 
and a flux equal to one megaline, the terminal volts will, for a six-pole machine, be equal to 1.667. Therefore, 
in the case before us, we have 

V= 1.667 x 6.72 x 4.40 x 2.250111 volts. 


From the same table we find that for a two-circuit, triple winding with six poles, we have .200 aver- 
age volts between commutator segments per megaline and per 100 r.p.m. So, in this case, we shall have 
200 x 2.25 x 4.40=1.98 average volts between commutator segments. 

EXAMPLE 3. — Certain conslitions fix the flux of a dynamo from one pole piece into the armature at 8.30 
megalines, and the speed at 100 r.p.m. If we wish to employ an eight-pole, two-cireuit, double winding, how 
many conductors do we need, to obtain 150 volts? 

Consulting the table of Drum Winding Constants, on page 280, we find that for eight-pole, two-circuit, 
double windings, we have 3.58 volts per 100 conductors with 100 r.p.m., and one megaline of flux. Therefore, 


— 150 — 100 
we shall require rea a RO conductors. 


By reference to page 501, it will be seen that for eight poles, the nearest number of conductors that 
we can use in order to have a two-circuit, double winding, is 540 or 548. Suppose we use 540 conductors. If 
we wish « doubly re-entrant winding, we shall take the pitch at one end equal to 67, and that at the other end 
equal to 69. 

EXAMrLe 4.—A slotted armature is to have ten poles, and a two-circuit, triple winding, with eight 
_ conductors per slot, : 
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By reference to the table of Summarized Conditions for Two-Cireuit, Triple Windings, on page 283, we 
find that it may be either singly or triply re-entrant, according to the number of conductors used, 

The winding is to have 424 conductors. Turning to page 310, it is seen that the pitch must be 43 at 
both ends, and that for 424 conductors the winding must he singly re-entrant. 

If the flux is 20.0 megalines, and the speed 105 r.p.m., we find from page 280 that the voltage will be 


2.78 x 4,24 x 1.05 x 20.0= 247 volts, 
The average volts per bar are 
556 x 20.0 x 1.05=11.7 volts. 


EXAMPLE §.—An eight-pole armature has a multiple-cireuit, double winding, with 1258 conductors. 
By consulting page 343, we find that it is singly re-entrant, and that the pitch should be 165 at one end, and 
159 at the other. It is, of course, understood that these pitches are taken in opposite directions. One of 
them might have been indicated as positive, and the other as negative. It may be well to point out here 
that the letters F and B at the head of the tables, meaning respectively, “front” and “ back,” are interchange- 
able, meaning merely that the one figure represents the pitch at one end, and the other figure, that at the 
other end. This is true in regard to all the tables, both two-circuit and multiple-circuit. 

Returning to Example 5, the voltage of the machine, assuming the flux equals 7.85 megalines, and a speed 
of 300 r.p.m., is found by the table of Drum Winding Constants on page 280, to be 


833 x 12.58 x 3.00 x 7.85247 volts. 


The average volts per bar are 
1333 x 7.85 x 3.00=3.14 volts. 


EXAMPLE 6. — A two-circuit, single winding is wanted, with four conductors per slot. 

From the table of Summarized Conditions for Two-Cireuit, Single Windings, on page 281, it may be seen 
that this is only possible with 6, 10, 14, ete., poles; being impossible with 4, 8, 12, 16, ete., poles. The winding 
is designed for fourteen poles, and 660 conductors. We find from page 329, that the pitch is 47 at both ends. 
The machine gives 160 volts, and the speed is 75 r.p.m. By the aid of the table on page 280, we find that 


the flux is equal to 
160 


TeTx6.00x78 megalines, 


Average volts per commutator segment = 3,27 x 2.77 x .75=6.80 volts. 


The above examples have all been chosen merely to illustrate the use of the tables, and the relative 
magnitudes employed in any one example are not such as would occur in practice. 

The tables on pages 280, 281, 282, and 283 are constructed on the assumption that no interpolated com- 
mutator segments are employed, and that no portion of the normal number of commutator segments is 
omitted, and when this is not the case, the results should be properly modified, as may readily be done. 

In all the tables, a proper interpretation of the term “conductors” should be made. As stated in the 
introductory chapter, “ groups of conductors” may often be substituted therefor. 

It is believed that after becoming familiar with the arrangement of the tables, their use will be found to 
be of value in a great variety of problems connected with armature windings. Any single result can, however, 
be obtained by an application of the rules and formule given in the text, but after these rules and formule are 
once understood, it will be found that subsequent problems will generally be most conyeniently solyed by 
means of the tables. 
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@ With Multiple Windings, the maximum Volta per bar is much more greatly in excess of the average Volts per bar than in Tae a 
Windings. This may be seen by a careful analysis of such Windings; which also shows that this may be more rl son bye 4 
ful mutual adjustment of the position of the Brushes. This would not, however, bs practicable with present mathods. : 












DATA FOR APPLYING TWO-CIRCUIT, SINGLE WINDINGS, 
FOR DRUM ARMATURES. 


CONDUCTORS PER SLOT 


1 MEGALINE 






AVERAGE 
VOLTS BETWEEN 
COMA. SEGTS PER 
100 R. P.M 
& 


MEGALINE & PER 








2 L—_—L 








@ Independent of'number of Conductors 





From the above Table the following Rule may be deduced: 
Tn the ordinary two-cirouit single winding, “O" is always such a number that the number of conductors per slot, and “‘n" the number 


of poles, cannot have a common factor greater than 2. 





DATA FOR APPLYING TWO-CIRCUIT, DOUBLE WINDINGS, 


FOR DRUM ARMATURES. 
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® Moreover, 








is merely nominal, as a careful analysis of Multiple Windings shows that if this val r 


can be approached at all, it is only by means of more careful mutual adjustment of the Brushes than is practicable with present methods, 


Windings this value 
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AVERAGE 
VOLTS BETWEEN 
COMMA. SEGTS. 
PER MEGALINE & 
PER 100 FR, P. M, 






VOLTS PER 100 
CONDRS. PER 100 
R.P.M, WITH FLUX 

== {MEGALINE 









DATA FOR APPLYING TWO-CIRCUIT, TRIPLE WINDINGS, 
FOR DRUM ARMATURES. 


CONDUCTORS PER SLOT 





@ Moroover, in Multiple Windings this value is merely nominal, as a careful analysis of Multiple Windings shows that if this value 
can be approached at all, it is only by means of more careful mutual adjustment of the Brushes than is practicable with present methods, 
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of average pitch may be varied within reasonable limits. 
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Above choice of Pitches will prove most satisfactory, although, as stated in text, the absolute magnitude 
of average pitch may be varied within reasonable fimits. 
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Above choice of Pitches will prove most satisfactory, although, as stated in text, the absolute magnitude 
of average pitch may be varied within reasonable limits 
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Seventh Edition. Fully revised and new matter added. Illustrated. 8vo, cloth. $1.50. 
The Eleetrie Transformation of Power and its Application by the Electric Motor, including Elec- 
trie Railway Construction. Wlustrated, 12mo, cloth. $2.00. | 


BADT, F. B. Dynamo Tender’s Handbook. 70 Illustrations. Imo, cloth. 31.00. 
Electric Transmission Handbook. Illustrations and Tables. l6mo, cloth. #1.00. 
Incandescent Wiring Handbook. Fourth Edition. Llustrations and Tables. 12mo, cloth. $1.00. 
Bell Hanger’s Handbook. Illustrated. 12mo, cloth, @1.00, ; 


BIGGS, C. H. W. First Principles of Electrical Engineering. Being an attempt to provide an Elemen- 
tary Book for those who are intending to enter the profession of Electrical Engineering. Second 
Edition. Llustrated, 12mo, cloth. $1.00. 


BLAKESLEY, T. H. Papers on Alternating Currents of Electricity. For the use of Students and 
Engineers. Third Edition, enlarged. 12mo, cloth. $1.50, 


BOTTONE, 8. R. Electrical Instrument-Making for Amateurs. A Practical Handbook. Fourth Edition. 

Enlarged by a chapter on “The Telephone.” With 48 Illustrations. 12mo, cloth. 50 cents. 

Electric Bells, and All abont Them. A Practical Book for Practical Men. With over 100 I)lustra- 
tions. 12mo0, cloth, 50 cents, 

The Dynamo: How Made and How Used. A Book for Ainateurs. Sixth Edition. 100 Illustrations. 
12mo, cloth. 1,00. 

Electro-Motors: How Made and How Used. A Handbook for Amateurs and Practical Men. Llus- 
trated. 12mo0, cloth. 50 cents. 
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CLARK, D. K. Tramways: Their Construction and Working. Embracing a Comprehensive History 
of the System, with Aecouuts of the Various Modes of Traction, a Deseription of the Varieties 
of Rolling Stock, and Ample Details of Cost and Working Expenses; with Special Reference to 
the Tramways of the United Kingdom. Second Edition. Revised and rewritten. With over 400 
Ilustrations. ‘Thick 8vo, cloth. $9.00, 


CROCKER, F. B., and WHEELER, 8. 8. The Practical Management of Dyamos and Motors. ‘Third 
Edition. Illustrated. 12mo, cloth. #1.00, 


CROCKER, F. B. Electric Lighting. (Jn press.) 


CUMMING, LINNJEUS, M.A. Electricity Treated Experimentally. For the Use of Schools and Students. 
Third Edition. 12mo, cloth, 1,50, 


DESMOND, CHAS. Electricity for Engineers. Part 1.: Constant Current. Part IL: Alternate Current. 
Revised Edition. Illustrated. 12mo, cloth. #2.40. 


DU MONCEL, Count TH. Electro-Magnets: The Determination of the Elements of their Construction. 
16mo, cloth. (No. 64 Van Nostrand’s Seience Series.) 50 cents. 


DYNAMIC ELECTRICITY. Its Modern Use and Measurement, ehiefly in its application to Electric 
Lighting and Telegraphy, including: 1. Some Points in Eleetrie Lighting, by Dr, Jolm Hopkinson. 
2. On the Treatment of Electricity for Commercial Purposes, by J. N. Schoolbred, 3. Eleetrie- 
Light Arithmetic, by R. Ek. Day, M.E. 18mo, boards. (No. 71 Van Nostrand’s Seience Series.) 
50 cents. 


EMMETT, WM. L. Alternating Current Wiring and Distribution. 16im0, cloth. Llnstrated. 31.00. 

EWING, J. A. Magnetic Induction in [ron and Other Metals. Second issue. Illustrated. vo, cloth. 
4.00. 

FISKE, Lieut. BRADLEY A. U.S.N. Electricity in Theory and Practice: or, The Elements of Elec- 
trical Engineering. Eighth Edition. 8vo, cloth, 2.50. 


FLEMING, Prof. J. A. The Alternate-Current Transformer in Theory and Practice. Vol. L.: The 
Induction of Electric Currents. 500 pp. Seeond Edition. Ilnstrated. &yo, cloth. $3.00. 
Vol. II.: The Utilization of Induced Currents. 594 pp. Illustrated. 8vo, eloth. $5.00. 


Electric Lamps and Electric Lighting. 8vyo, cloth. $5.00. 


GORDON, J. E. H. School Electricity. 12mo, cloth, 2,00, 


GORE, Dr. GEORGE. The Art of Electrolytic Separation of Metals (Theoretical and Practical). 
Hilustrated. 8vo, cloth. $35.50. 

GUILLEMIN, AMEDEE, Electricity and Magnetism. ‘Translated, revised, and edited by Prof. Sian 
P. Thompson, 600 Mlustrations and several Plates. Large 8vo, cloth. 8.00. 


GUY, ARTHUR F. Electric Light and Power, giving the result of practical experience in Central-Station 
Work. 8vo, cloth. Illustrated, #2.50. 


HASKINS, C. H. The Galvanometer and its Uses. A Manual for Eleetricians and Students. Fourth 
dition, revised. 12mo0,moroceo. #1.50. 


Transformers: Their Theory, Construction, and Application Simplified, Illustrated. 12mo, eloth. 
$1.25. 
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HAWKINS, C. C., and WALLIS, FP. The Dynamo: Its Theory, Design, and Manufacture, 1!0 Ilus- 
trations, Svo, cloth. *3.00. { 


HOBBES, W. R. P. The Arithmetic of Electrical Measurements. With aumerous examples, fully 
worked. New Edition. 12mo, cloth. 50 cents. 


HOSPITALIER, E. Polyplased Alternating Currents. Illustrated. &8va, cloth. 81.40. 


HOUSTON, Prof. E. J. A Dictionary of Electrical Words, Terms, and Phrases. Third Edition. Re- 
written andl greatly enlarged. Large 8yo, 570 illustrations, cloth. 35,00, 

INCANDESCENT ELECTRIC LIGHTING. <A Practical Description of the Edison System, by H. Latimer. 
To whieh is added, The Design and Operation of Incandescent Stations, by ©. J. Field; A Deserip- 
tion of the Exlison Electrolyte Meter, by A. E. Kennelly; and a Paper on the Maximum Efiiciency of 
Incandescent Lamps, by T. W. Howells. Illustrated. 16mo, cloth. (No. 57 Van Nostrand’s 
Science Series.) 50 cents. 


INDUCTION COILS: How Made and How Used. Fifth Edition. 16mo, cloth. (No. 53 Van Nostrand’s 
Science Series.) 50 cents, 

KAPP, GISBERT, C.E. Electric Transmission of Energy and its Transformation, Subdivision, and 
Distribution. A Practical Handbeok. Vourth Edition, thoroughly revised. 12mo, cloth. $3.50. 


Alternate-Ourrent Machinery. 190 pp. Illustrated. (No. 96 Van Nostrand’s Science Series.) 
oO cents. 


Dynamos, Alternators, and Transformers. Illustrated. &vo, cloth. $4.00, 
KEMPE, H. R. The Electrical Engineer’s Pocket-Book: Modern Rales, Formule, Tables, and Data. 


“ 


s2me, leather. $1.75, 
A Handbook of Electrical Testing. Fifth edition. 200 illustrations. 8yo, cloth. $7.25. 


KENNELLY, A. I. Theoretical Elements of Electro-Dynamic Machinery, Vol. I. Illustrated. 8vo, 
cloth. 1.50. 


KILGOUR, M. H., and SWAN, HL, and BIGGS, C. H. W. Electrical Distribution: Its Theory and 
Practice. Illustrated. yo, cloth. %4.00. 


LOCKWOOD, T. D. Electricity, Magnetism, and Electro-Telegraphy. A Practical Guide and Handbook 
of General Information for Electrical Students, Operators, and Inspectors. Fourth Edition. Ilus- 
trated. &vo, cloth. 22.50. 


LORING, A. E. A Handbook of the Electro-Magnetic Telegraph, 16mo, cloth. (No. 30 Van Nostrand’s 
Science Series.) 50 cents. 


MARTIN, T. C., and WETZLER, J. The Electro-Motor and its Applications, Third Edition. With an 
Appendix on the Development of the Electric Motor since 1888, by Dr. L. Bell. 300 Illustrations. 
4to, cloth. 23.00, 


MORROW, J. T., an REID, T, Arithmetic of Magnetism and Electricity. 12mo, cloth, $1.00, 


MUNRO, JOHN, C.K, and JAMIESON, ANDREW, €.E. A Poeket-Book of Elcetrical Rules and 
Tables, Tor the use of Electricians and Engineers. Tenth Edition. Revised and enlarged. With 
numerous diagrams. Pocket size, leather, $2.50, 


NIPHER, FRANCIS E., A.M. Theory of Magnetic Measurements. With an Appendix on the Method 
of Least Squares. 12mo, cloth. $1.00. 
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NOAD, H. M. The Student's Text-Book of Electricity. A New Edition. Carefully revised by W. TL. 
Preece. 12mo, cloth. Illustrated. #4.00. 


OHM, Dr. G. S. The Galvanic Circuit Investigated Mathematically. Berlin, 1827. Translated by 
William Francis. With Preface and Notes by the Editor, Thos. D. Lockwood, 12mo, cloth. (No. 
102 Van Nostrand’s Science Series.) 50 cents. 


PALAZ, A. Treatise on Industrial Photometry. Specially applied to Electric Lighting. Translated 
from the Freneli by G. W. Patterson, Jr., Assistant Professor of Physics in the University of 
Michigan, and M. R. Patterson, B.A. Fully Hlustrated. Syo, cloth, 4.00, 


PERRY, NELSON W. Electric Railway Motors. ‘heir Construction, Operation, and Maintenanee. An 
Elementary Practical Handbook for those engaged in the management and operation of Electric 
Railway Apparatus, with Rules and Instructions for Motormen. 12mo, cloth. $1.00, 


PLANTE, GASTON. The Storage of Elcetrical Energy, and Researches in the Effects created by Cur- 
rents combining Quantity with High Tension. Translated from the French by Paul B. Elwell, 
89 Illustrations, S8vo, $4.00. 


POOLE, J. The Practical Telephone Handbook. Illustrated. 8yo, cloth. $1.00. 


POPE, F. L. Modern Practice of the Electric Telegraph. A Handbook for Electricians and Operators. 
An entirely new work, revised and enlarged, and brought up to date throughout. Illustrations. 
8vo, cloth. $1.50. 


PREECE, W. H., and STUBBS, A. J. Manual of Telephony. lllustrated. 12mo, cloth, #4.50. 
RECKENZAUN, A. Electric Traction. Illustrated. &vo, cloth 4.00, 


RUSSELL, STUART A. Electric-Light Cables and the Distribution of Electricity. 197 Illustrations. 
Svo, cloth. $2.25. 


SALOMONS, Sir DAVID, M.A. Electrie-Light Installations. A Practical Handbook. Seventh Edition, 
revisel and enlarged. Vol, I.: Management of Aecumnulators, Hlustrated, 12mo, cloth, $1.50, 
Vol. IL: Apparatus. Illustrated. 12mo, eloth. $2.25. Vol, II.: Application. Illustrated, 
12ino, cloth. $1.50, 


SCHELLEN, Dr. H. Magneto-Electric and Dynamo-Electric Machines. ‘Their Construetion and Praecti- 
eal Application to Eleetrie Lighting and the ‘Transmission of Power. Translated from the third 
German edition by N.S. Keith and Perey Neymann, Ph.D. With very large Additions and Notes 
relating to American Machines, by N.S. Keith. Vol. 1. with 353 Mlustrations. Second Edition. 
5.00, 


SLOANE, Prof. T. O°CONOR. Standard Electrical Dictionary. 300 Illustrations. 8vyo, cloth. $3.00. 


SNELL, ALBION T. Electric Motive Power. The Transmission and Distribution of Eleetrie Power hy 
Continnous and Alternate Currents. With a Section on the Applications of Eleetricity to Mining 
Work. Illustrated. 8vo, eloth. ®4.00. 


SWINBURNE, JAS. an] WORDINGHAM, C. H. The Measurement of Electric Currents. Tlectrical 
Measuring Instruments. Meters for Electrical Energy. Edited, with Preface, by T. Commerford 
Martin. Folding Plate and numerous Illustrations. 16mo, cloth. 50 cents, 
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THOM, C., aud JONES, W. H. Telegraphic Connections, embracing recent methods in Quadruplex 
Telegraphy. Twenty eolored Plates. Svo, cloth, 1.50, 


THOMPSON, EDWARD P, How to Make Inventions; or, [nyenting as a Science and an Art, An 
Inventor's Guide. Secon! Edition, Revised and Enlarged. Illustrated. 8vo, paper, $1.00, 


THOMPSON, Prof. 8S. P. Dynamo Electric Machinery. With an Introdnetion and Notes by Frank L. 
Pope and 1, R, Butler. Fully Dlustrated. (No. 66 Van Nostrand’s Science Series.) 50 cents. 


Recent Progress in Dynamo-Electric Machines, Being a Supplement to * Dynamo-Eleetric Machinery.” 
Hlustrated. I2mo, cloth. (No. 75 Van Nostrand’s Seienee Series.) 50 cents. 


The Blectro-Magnet and Electro-Magnetic Mechanism. Second Edition, revised. 213 Dlustrations. 
Svo, cloth. 36.00. 


TREVERT, E. Practical Directions for Armature and Ficll-Magnet Winding. I[llnstrited. 12mo, 
cloth. 1.50, 


How to Build Dynamo-Electrie Machinery, Embracing Theory Designing and the Construction of 
Dynamos wid Motors, With Appendices on Vield-Magnet and Armature Winding. Management 
of Dynainos and Motors, and useful Tables of Wire Ganges. Hiustrated. S8vo, cloth, 82.50, 


TUMLIRZ, Dr. Potential, and its Application to the Explanation of Electrical Phenomena. Trans- 
lated by D. Robertson, M.D. 12mo, cloth. $1.25. 


TUNZELMANN, G. W. de. Electricity in Modern Life. [lustrated. 1l2mo, cloth. 1.25. 


URQUHART, J. W. Dynamo Construction. A Practical Handbook for the Use of Engineer Constructors 
and Eleetricians in Charge. lustrated. 12mo, cloth, 5,00, 


WALKER, FREDERICK, Practical Dynamo-Building for Amateurs. low to Wind for any Output. 
Ilustrated. l6mo, cloth. (No. 98 Van Nostrand’s Science Series.) 50 eents. nee 


WALMSLEY, BR. M. The Eleetric Corrent. How Produced and How Used. With 370 Illustrations. 
1l2Zmo, cloth. $3.09. 


WEBB, H.L. A Practical Guide to the Testing of Insulated Wires anil Cables. Tllustrated. 12mo, 
cloth. $1.00, 


WORMELL, K. Electricity in the Service of Man. A Popular and Practical Treatise on the Applica- 
tion of Electricity in Modern Life. From the German, and edited, with copiaus additions, by 
R. Wormell, and an Tntreduetion by Prof. J. Perry. With nearly 850 Ilnstrations. Royal 8yvo, 
cloth. 36.00. 


WEYMOUTH, PF, MARTEN. Dram Armatures and Commutators. (Theory and Practice.) A com- 
plete treatise on the theory and constrnetion of drum-winding, and of commutators for closed-coil 
armatures, together with a full réswné of some of the principal points involved in their design; and 
an exposition of armature reactions and sparking. Tllustrated. S8vo, cloth, $3.00. 
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